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PREFACE 



TWENTY-FIVE years ago the use of Electricity in Mining 
was confined to signalling and shot-firing ; twenty years 
ago the pioneers of electric lighting and electric power trans- 
mission had this wonderful agent already at work in a few mines 
in various parts of the world ; since then numerous improvements 
have greatly facilitated its adoption ; and to-day the use of 
electricity in and about mines has become so widespread — both 
for lighting and as a mode of transmitting power — that a demand 
has arisen for a text-book dealing especially with the subject in 
relation to its mining applications. 

So many are the subjects to be studied in the vocation of the 
mining engineer or colliery manager, that it is impossible within 
the limits of a treatise on Mining to deal adequately with such an 
important subject as Electricity; and, on the other hand, the 
many excellent books which deal solely with Electricity, having 
been written mainly for the electrical engineer, necessarily go 
further into the subject than the mining engineer requires in 
most cases. 

The aim of the authors of the present volume has been to 
present to the reader the leading truths and main principles of 
electricity and electrical engineering without going into great 
detail, their intention being that he should have recourse for 



iv ELECTRICITY AS APPLIED TO MINING 

further information on the theory and practice of the subjects 
of Electrical and Mining Engineering to some of the many- 
standard works already in existence. They are unable (it need 
hardly be said) in the space at their disposal to deal with all 
the varieties of machines and appliances now in use, typical 
-examples of good practice being considered sufficient for the 
present purpose. 

In a book of this nature, with its * electrical ' side and its 
* mining * side, joint authorship is, if not absolutely essential, at 
least advantageous, for the electrical engineer and the mining 
-engineer must work hand in hand' if success in electrical opera- 
tions is to be achieved. 

The authors desire to thank the numerous friends and manu- 
facturing firms who have so courteously supplied them with 
information, the loan of blocks, &c. Wherever possible, such 
assistance is acknowledged specifically in the text. 

In conclusion, the authors may express the hope that the 
work will be found of practical service to those mining engineers, 
colliery managers, or others, who have already adopted or are 
contemplating the use of electricity for power or lighting ; and 
they trust that those who use the book will kindly give them the 
advantage of any corrections, additions, or suggestions, with a 
view to making the book of more value to the class for whom 
it is intended. 

LUDS: November y 1902. 
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CHAPTER I 

INTRODUCTORY 

Introduction to the Subject of Electricity— The Electric Current— The Electric Circuit- 
Electric Terms — Volt, Watt, Ampere, &c. — Chemical Production of Electricity— 
Primar}' and Secondary Cells. 

Up to about the early seventies of the past century, little or no use, 
as a means of lighting and transmission of power, had been made of 
the subtle agent which we are pleased to term * electricity/ Prior to that 
period, however, the scientific world had been laying down the funda- 
mental principles which were to underlie, and play such an important part 
in, the development of the electrical engineering industry of to-day. Since 
then the possibilities of electricity have been realised, bringing a multi- 
tude of workers into the field of invention, with the result that we are at 
the present moment accustomed to see electricity employed for nearly all 
the purposes that earlier agents, such as steam, horses, &c., had been 
used for. 

Before dilating on the applications of electricity for mining purposes, 
it will be necessary to consider in sufficient detail the nature, properties, 
method of measuring, and dealing with this agent. 

The question which is uppermost in the minds of many, and which 
may naturally be asked, is, * What is electricity V To this but a very 
indefinite answer can be given. In fact, no one really knows what it is. 
We are accustomed to see it in the form of lightning during a thunder- 
storm, when it is termed 'atmospheric electricity,' or to speak of 
electricity • at rest ' in the form of a charge on a body, which may be due 
to the body having been rubbed — as, for instance, the electrification pro- 
duced by rubbing a glass rod with silk, both rubber and rod then having 

R 
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the power of attracting light articles such as paper, pith, &c. This is 
termed * frictional electricity.' We, however, more often speak of a * current 
of electricity ' flowing through a body or conductor, and, as this expres- 
sion will frequently be used throughout the present work, we will next 
proceed to qualify it. 

The expression, * current of electricity,' rather implies a flow of matter 
or something which has an independent existence apart from the conductor 
it is said to be flowing in ; but in reality we do not in the least know 
whether anything is actually in motion in the conductor. Our senses do 
not help us in this respect, for nothing is visible save the conductor, 
which presents the usual appearance when the so-called current of electricity 
is flowing in it. To shortly state the matter, the expression is a purely 
conventional one, and when we use it, it is merely to indicate that the 
conductor and space around it exhibit effects and properties which they 
did not do before. 

In this connection it should be remembered that the direction of fiow 
is equally conventional, though the resulting effects have a definite sense 
or direction of action. It is, therefore, merely as a convenience that we 
regard electricity as capable of flowing in the form of a current along or in 
any conductor, and also in a definite direction along the conductor, 
depending on the sense in which the effiects are produced. 

The so-called current must, of course, follow some route or path, and, 
whatever be the nature of this, it is called the electric circuit. 

All electric circuits, however, do not offer the same facilities for the 
passage of currents of electricity, some forming a great obstruction^ or, in 
common phraseology, offering a great resistance to the flow, others offering 
very little. 

In this connection it may be helpful to draw an analogy to a water- 
pipe, which, if partly stopped up with sand or sawdust, for instance, at some 
part of its length, would offer a far greater obstruction or resistance to the 
flow of water than if quite clear. Or, again, if the water had to flow 
through a water-motor inserted in the pipe, and possibly other appliances, 
the resistance to its flow would be greater than through the same length of 
clear pipe without these appliances. So it is with currents of electricity, 
the strength of which depends upon the nature of the path or circuit, 
whether simple or containing appliances through which it has to pass. 

This analogy, though helpful in explaining the state of things met with 
in an electrical circuit, so much so that we shall again have to refer to it, 
must not be pressed too far, for it must be remembered that in a water- 
pipe we are actually dealing with matter in motion ; but with electricity, 
motion, if it exists, is not apparent. To show that the analogy of water in 
a pipe must not be pressed too far, it will be sufficient to cite that while a 
pipe bent at right angles offers much more resistance to the flow of water 
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than when straight, an electrical circuit in which there is such a bend has 
no effect whatever on the strength of current flowing. 

Effects or Properties of an Electric Current— As, therefore, 
a current of electricity flowing in a circuit cannot be seen, we can only 
measure and judge of it by the effects produced. These come under the 
following headings : — 

Magnetic. — This efllect is produced whenever a current flows in a 
circuit, a magnetic field, consisting of lines of magnetic force, being set up 




around the circuit or pa'.h of the current. A reference to fig. i will 
perhaps make this clearer. Suppose a current to be flowing from u to \ 
in the conductor, a b, then innumerable lines of magnetic force,/ encircle 
the conductor, concentric with It if a b is straight, but acting in the direc- 
tion of the arrows in planes perpendicular to the conductor. The size of 
these circles will increase with the strength of the current, some being very 
large indeed, others very small. Their direction will reverse simultaneously 

Kl.:. 2. 



I'ERMANENT BaB Ma'.MT. 



with that of the current, and they are continuous, unbreakable, and 
invisible. The space pen-aded by such lines of magnetic force is termed a 
magnttie field, and when a piece of iron, steel, nickel, cotialt, or manganese 
is pervaded by these lines or, which is the same thing, produces a magnetic 
field, it is said to be a magnet. These substances are therefore called mag- 
netic substances. Fig. 2 shows what is usually termed a permanent bar 
magnet, the dotted lines indicating the kind of disposition or path, and the 
arrow-heads the direction, of the lines of force. Ever)' line passes through 
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the centre of the magnet and is perfectly continuous, completing its path 
in some cases through very short, and in others through very long, 
distances in the air — e,g.^ the two ends, a a, of that line of force meet some 
distance away from the magnet, and so on with all the others. Some of 
these lines leak out sideways after passing the centre, while most of them 
emerge from the ends of the magnet, thus producing what are termed 
North and South poles (n, s), or, in other phraseology, /r^^ magnetism. Such 
a magnet has the power of attracting to its poles any magnetic material, 
and its power of so doing will increase with the number of lines of force 
emanating from its poles. The drentre of the magnet, which exhibits no 
free magnetism, is termed its equator, and has no power to attract or repel 
magnetic material. Further, it may be mentioned that two north or two 
south poles respectively repel one another, while a north and a south pole 
attract one another. 

But to return to our conductor carrying current. If this is wound over 
a paper tube, say, in the form of a helix, as in fig. 3, the lines of force due 

Fig. 3. 




Solenoid Electro-mac.net. 

to a current, instead of encircling each part of the wire, now run from end 
to end inside the helix, their direction for that of the current shown being 
given in the figure, but if the current reverses their direction is also reversed. 

The field and its distribution are similar to those shown in fig. 3, and 
the helix, which is usually termed a solenoid^ develops north and south 
poles at its ends, acting like a bar magnet. 

If a rod of magnetic material — />., material capable of being magnetised — 
is inserted in the solenoid, the same current in the wire produces a great 
many more lines than before, and therefore much stronger poles ; the 
arrangement being then termed an electro-magnet. Enough has now been 
said about magnetic terms and principles to make them intelligible when 
mentioned later on.^ Suffice it to say that a conductor carrying current 
acts magnetically on and magnetises any magnetic body which may be near 
it. This magnetic properly of an electric current is made use of in all 
appliances employing electro-magnets, such as electric bells, telegraphs, 
dynamos, motors, arc lamps, transformers, &:c. 

1 For a more detailed treatment of magnetic principles see Elementary Lessons in 
Electricity and Magitetism^ or The Electro- Magnet y lK)th hy S. P. Thomj^on. 
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Chemical Effect. — When a current which is uni-directional flows 
through a circuit which is partly liquid and partly solid, the liquid is 
generally decomposed into two parts, one appearing on each side of the 
liquid. This property or efTect of the current is termed electrolysis 
(electric decomposition). For instance, a current of electricity flowing 
through water decomposes it into its constituent parts, the gases oxygen 
and hydrogen, of which the hydrogen is evolved at the part where the 
current leaves, and the oxygen where it enters, the water. This chemical 
property of an electric current is made use of in electroplating, electro- 
typing, refining and purification of metals, secondary or storage cells, and 
primary cells. 

Keating' Effect. — This is ever present when any current, however 
smalU flows through a circuit, every part of this circuit being heated to an 
extent depending on the current and resistance of the circuit. If the 
latter is high enough and the current sufficiently strong, the circuit will 
emit light. This property is made use of in all electric lamps, electric 
heating and cooking appliances, and in electric brazing and welding, &c. 

PhjTSiological Effect. — This is produced when a current passes 
through any member of the body, thereby causing a contraction of the 
muscles and nerves. When sufficiently strong, death may be caused owing 
to paralysis of the heart. Summarising, it may be said that the magnetic, 
chemical, and heating properties of the electric current form the funda- 
mental basis of the whole electrical engineering industry, and we shall 
deal with them more in detail when considering their application to electrical 
appliances. 

Electrical Units. — Having now briefly enumerated the properties of 
an electric current, the units in which it and the other attributes of an 
electrical circuit are measured must next be considered. Mention has 
already been made of the fact that certain liquids are decomposed by the 
passage of a current of electricity through them. Such liquids are dilute 
acids, solutions of metallic salts, and certain fused solid compounds in 
water. To such substances Faraday gave the name of electrolytes^ and to 
the action that of electrolysis. 

The ends of the circuit by which the current enters and leaves the 
solution are termed the electrodes of the vessel, or electrolytic cell, and to 
distinguish them, that by which the current enters is called the anode^ while 
that by which it leaves the cell is termed the cathode. When several 
electrolytic cells of the same type, but of different sizes, are connected up in 
different parts of an electric circuit, exactly the same amount of decompo- 
sition takes place in each, irrespective of size, for the current is the same 
at all points of any circuit at the same instant ; for instance, if all contained 
the salt copper sulphate, exactly the same weight of copf)er would be 
deposited on each cathode in the same time, and if the cells were different — 
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e.g.y containing respectively copper sulphate, silver nitrate, water, &c. — the 
weights of copper, silver, hydrogen, &c., respectively, will not be equal, 
but will be in chemically equivalent quantities. 

Further, the amount of decomposition taking place in a given time is 
directly proportional to the strength of the current — />., twice the current 
strength will produce twice the decomposition. This is known as Fara- 
day's Law of chemical decomposition, and he pointed out that it affords a 
chemical means of measuring currents. The electrolytic cell employed 
directly for such a measurement he termed a voltameter. 

Definition of Unit Current. — Like all other branches of science, 
the electrical one must have its units, by means of which a certain con- 
dition can be compared with any other similar one; for instance, it is 
sometimes necessary to know the quantity of water delivered by a pipe in 
a certain time in terms of a prescribed and widely adopted unit, which in 
this country, for large quantities, is the gallon^ so that if at one time it 
was I GO gallons and at another 20, we should know that the quantity 
delivered in the first case was five times that in the second. So with 
electricity, we must be able to estimate the strengths of current in terms 
of a recognised unit, in order that we may say one current has a certain 
strength, or that it is so many times stronger or weaker than another current. 

By the universal consent of representative bodies of electricians and 
scientists of the principal countries of the world, the unit of current adopted 
is that current which deposits 0*00111815 gramme or 0*017253 grain of 
silver per second on one of the plates of a silver voltameter containing a solu- 
tion of silver nitrate^ 20 per cent, of which consists of the salt dissolved. 

This unit of current is called an Ampfere — so named after, and in 
honour of, the man who did so much towards the developing of our 
present knowledge of the electric current. Though the above definition 
is now generally accepted, it cannot be said that a practical unit of current 
has yet been legally defined or adopted. 

Definition of Unit of Resistance. — As early as 1865 the * British 
Association,' after years of extremely careful and painstaking work, defined 
a unit of resistance, known as the * B. A. ' unit, which was obtained by the 
aid of a closed coil of insulated wire rotated on a vertical axis in the 
magnetic field due to the earth. This gave the unit in terms of a velocity 
1,000,000,000 cms. per sec. Space, however, will not permit — and more- 
over it is somewhat outside the scope of this work to give — a description 
of how the unit was arrived at.* Suffice it here to say that the Inter- 
national Congress of Electricians at Paris in 1884 decided that the 
standard unit should take the form of a column of pure mercury which 
should have the same resistance as the carefully re-determined value of 

* See Chap. VI. of Elementary Lessons in Elect ricitv and Magnetising by S. P. 
Thompson. 
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^HeB.A. unit. Consequently, the legal unit of resistance at the present day, 
^^ universal adoption, is that of a column of pure mercury 106*3 centi- 
^^^trts longy I square millimetre in sectional area^ at a temperature of 
^>^ Centigrade^ and is variously termed an * ohm^ standard ohm. Board of 
^rade ohm^ or legal ohm. It is the only one of the electrical units which 
lias yet been legalised. All other electrical units have been accurately 
defined in terms of the ampere and ohm, and we shall now consider those 
of the remaining units which are commonly met with in practice. 

Definition of Unit of Pressure. — The striking analogy of a supply 
of water through a pipe to that of a current of electricity through a 
circuit or wire, referred to on page 2, is helpful in considering electrical 
pressures. Most people know that the sea level at any place is taken as 
the zero or datum line from which to measure and reckon heights and 
depths at that place, and also that water always flows from a higher to a 
lower level The rate of flow of water from a pipe in the basement of 
a house depends upon the height of the supply cistern to which it is con- 
nected ; in other words, to the * head of water,' which is the vertical height 
of the surface of water in cistern above the end of the pipe in question. 
The greater this head^ the greater will be the pressure of water in the 
pipe below, and the greater the rate of flow in, say, gallons per minute. 

The case is very much the same with electricity. Some datum line, 
starting point, or zero level must be provided from which to measure 
electric pressure or head. This zero level is quite arbitrary, and is 
universally taken as the earthy which is assumed to be at zero pressure^ or 
potential as it is more correctly designated. This corresponds with sea 
level in connection with height measurements. 

As with water a flow takes place from a high to a lower level as soon 
as the two are joined by an unstopped pipe, so with electricity a current 
flows from a point at high potential to one at a lower potential as soon as 
the two are joined by a conducting circuit or wire. In fact, it is the 
difference of level in the case of water and the difference of pressure or 
potential in the case of electricity which cause the flow as soon as a 
conducting path is provided. 

Moreover, the quantity of water passing every cross-section of a pipe, 
however variable, per second is exactly the same at any given moment ; so 
also the strength of current is the same in all parts of a circuit, whatever 
the material of which it is made and whatever the cross-section. The 
actual quantity of water or strength of current which a given difference of 
level or potential respectively will cause to flow through a given path will 
depend on the resistance of the path in both cases. In this connection, 
however, there is a discrepancy in the analogy of water pressure to electric 
potential — namely, that the difference of water pressure is seriously dimin- 
ished by a bend in the pipe, whereas the difference of electric potential 
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or pressure is entirely unaffected by a bend in the circuit, however sharp, 
when the current flow is steady. This shows that the analogy of the water 
system, as before mentioned, though helpful in understanding electrical 
pressure, &c., must not be pressed too far. A current of electricity will 
flow so long as any potential difference exists, and will cease when this is 
uniform throughout the circuit. 

In all that follows we shall denote the extreme difference in pressure of 
any circuit by the term Electro-motive force (abbreviated to E.M.F.), while 
that between any other two points, which must necessarily be lower, by the 
term Potential difference (abbreviated to P.D.). 

The unit of difference of pressure, or of E.M.F., is that difference of 
potential which must be maintained at the ends of any circuit of i ohm 
resistance so that a current of i ampere may pass through it. This unit 
is called a Volt, 

We are now in a position to state the most important of all laws relating 
to current electricity, which was first enunciated by Dr. G. S. Ohm many 

years ago — namely, that the ratio of ^ ^ for any conductor at 

constant temperature is a constant^ and is equal to the resistance of the con- 
ductor, or, in ordinary parlance : If R is the total resistance in ohms of a 
circuit across which there is a P.D. of V volts, then the total current. A, 
in amperes flowing is 

A = «j- amperes ; 

whence R = ohms, 

A 

or V = A R volts. 

This is a fundamental principle of the utmost importance, and is universally 
called * Ohm's Law.* 

On page 5 reference was made to the heating effect of a current, and it 
was there stated that some heat is always generated by a current, however 
small, in flowing through a circuit of any nature whatsoever. This heat is 
the direct effect of the expenditure of electrical energy in the circuit, and is 
only another form of such energy. Heat is always generated when work is 
done through the expenditure of electrical energy, and it can be experiment- 
ally proved that the heat produced in a circuit of r ohms resistance when a 
current of A amperes flows through it is proportional, not only to A^, but 
to r ; />., is proportional to AV. 

If the unit of heat is taken as the amount of heat required to raise i lb. 

of water from 0° C. to 1° C, then the number of units of heat produced 

in / minutes is 

H = 003 1 5 AV/. 
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If the unit of heat is taken as the amount of heat required to raise 
gramme of water from o*» C. to i^ C, called a French Thermal Unit, 
lorie, or Therm, then the number of units of heat produced in 
^ Seconds is 

H = 0*239 AV/ calories. 

This is knovfudis/ou/e's Law, and the heating effect as the Joule Effect 
But J. P. Joule, the discoverer of this law, has shown that the above 
tHermal unit is equivalent to about 1,400 foot-lbs. of work. Hence it 
A amperes flows at a P.D. of V volts through r ohms for / minutes, the 
^'ork done, 

W = 1,400 X 0*03 1 5 AV/ 
= 44*25 AV/ foot-lbs. 

But A='^'; 

r 

W = 44-25 A V/ foot-lbs., 

which relation is true for any kind of circuit ; but since the power 
expended = rate at which work is done, 

Power X Time = Work done ; 

and /. the work done in foot-lbs. per min., or electrical power expended 
on the circuit, is 44*25 A V : 

= '^'* ^ A V = ^ = 0*00134 A V horse-power. 
33,000 746 

The Unit of Electrical Power, or unit rate of working, is called 
the Watt, and is that power exerted when 1 ampere flows under the 
pressure of t volt. Hence the English horse- power =746 watts. The 
work done by i watt in one second is termed a Joule, Hence the work 
done in joules = watts x seconds = AV/. 

I calorie =4*16 joules = 3 06 7 foot-lbs. = '00396 British thermal units. 

The Unit of Electrical Energy is termed the Board of Trade 
unit (B.O.T. unit), or kilo-watt-hour, and = 1,000 watt-hours. This is 
the commercial unit, in terms of which the electrical energy supplied to a 
consumer is measured or reckoned, and whenever the amperes x volts x 
time in hours or fractions of an hour m any combination whatsoever 
= 1,000, a B.O.T. unit of electrical energy is said to have been expended. 

The Unit of a Quantity of Electricity is called a Coulomb, and is 
that quantity of electricity which flows past any point of a circuit con- 
veying I ampere in one second. Or, i coulomb = i ampere per sec. ; 
or, briefly, an ampere-second. 

In actual practice multiples and fractions of each of the preceding 
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units have to be dealt with, and these have received special names. Those 
in common use will therefore now be given to familiarise the reader with 
the terms used : — 

A Milli-ampere = ^ (jV<f ampere. 

A Meg-ohm = 1,000,000 ohms. 

A Microhm = TinriiyTrD ohm< 

A Kilo-watt = 1,000 watts (commercial unit of electrical power). 

It was remarked on page 8 that an electric current always continued 
to flow through a closed circuit, continuous in itself, so long as a difference 
of potential existed, in the same way that water continues to flow through 
a pipe as long as a difference of level (head) exists. 

In the case of water some appliance must be provided for raising the 
water originally to the higher level — />., for maintaining a ^a^/ or difference 
of level. 

The principle is precisely similar in the case of electricity, for in this a 
difference of potential must be maintained, and some appliance is neces- 
sary to raise and keep up the higher potential whence the difference will 
also be maintained. Such appliances are called current generators, of 
which the following are the chief types in practical use : — 

(a) Primary cells. 

(^) Secondary cells, also termed storage cdls or accumulators. 

(c) Dynamos. 

All of these are merely appliances for converting various forms of 
energy into electrical energy ; for instance, in both primary and secondary 
cells it is potential chemical energy which is stored up and converted into 
electrical energy. In dynamos mechanical energy is transformed directly 
into electrical energy. 

As each of the above sources is employed in connection with mining 
work, we shall now consider them somewhat in detail, restricting ourselves, 
however, to those forms and types most commonly met with in such work. 



{a) Primary Cells. 

A primary cell consists of a vessel made of some non-electrically 
conducting material containing one or more acid or salt solutions, either 
mixed or separated by one of them being contained in an inner receptacle, 
in which are immersed two solid conducting bodies, one of these being 
more readily oxidised or acted on by the solution than the other. 

Primary cells may be divided into two distinctive classes: (i) Single 

fluidy or those in which only one fluid is used, and (2) Double fluidy or those 

in which two fluids or solutions are used. There is, however, a third type 
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of primary cell, which is a special foTni of the above, containing no solu- 
tion at all and tenned a ' dry cell.' 

It will only be possible, in discussing primary cells in the following 
pages, to direct our attention to forms commonly met with in, and suitable 
for, mining work generally, whether for such purposes as telephony, tele- 
graphy, blasting, &c. A very large number of types of these cells have 
been devised from time to time, some of which are now only of historic 
interest. 

Single-fluid cells being the simplest of all, we shall take a typical 
example and point out its principle of action, advantages and disadvan- 
tages, &c. 




Voltaic Cell. 



Fig. 4 shows diagrammatically the construction of such a cell. It 
consists of a zinc plate, z, and copper plate, c, dipping into an oxidising 
solution, such as dilute sulphuric acid, contained in a glass or glazed 
earthenware vessel, v. 

Two stout metallic connections join the plates to a and it respectively, 
which form tjie poles or terminals of the cell. 

If the plates c and z, particularly the latter, are practically pure, no 
action of any description takes place by reason of them dipping into the 
dilute sulphuric-acid solution; but if the two terminals a and u are 
connected to what is commonly termed an external circuit, k, an electric 
current at once flows in the direction of the arrows. The zinc plate, z, is 
now observed to gradually waste away, and continues to do so as long as 
the circuit is complete through u. 
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Manifestly, then, such a cell is practically an electro-chemical trans- 
former of energy ; the energy of the chemical action taking place as the 
zinc dissolves, being converted into electrical energy. 

The zinc and copper are each at about 1*87 and o*8o volts lower 
potential respectively than the liquid, hence the potential difference 
between the two plates is about i -07 volt. Such an arrangement is some- 
times termed a voltaic or galvanic cell, and in such chemical action 
invariably takes place on the production of a current. Zinc stands high 
as an electro -positive element and is very readily oxidisable, which is 
equally essential, consequently it forms the — ^* pole or -f ^« element in 
almost every primary cell. 

Substances such as copper, silver, platinum, carbon, &c., are much 
less oxidisable, standing high as electro-negative elements, the last two 
being unaffected by any single acid, consequently these are used for the 
•^^^ poles or —^^ elements in primary cells of various types. The most 
suitable pair of metals to employ in any given cell will depend on the 
E.M.F. sought for and on the amount which the cell has to cost. 

That cell will have the greatest E.M.F. in which two metals are 
employed, differing to the greatest extent in being highly electro-positive 
and negative respectively. 

Thus, carbon and zinc are good in this respect, and much better than 
copper and zinc. 

The action taking place in the cell illustrated in fig. 4 is briefly as 
follows : When the cell gives a current the zinc plate (usually of com- 
mercial and impure metal) gradually dissolves away, due partly to the 
chemical action of the acid on the impurities in the zinc, and partly to the 
electrolytic action of the current. The first action does not occur with 
pure zinc. When working, the combined chemical and electrolytic action 
liberates hydrogen and forms a salt termed zinc sulphate. 

Now, sulphuric acid has the chemical symbol HsS04, meaning that 
each molecule or smallest particle which can exist in a free state consists 
of two atoms of hydrogen (Hj), one of sulphur (S, or S simply), and four 
of oxygen (O4). Hence the chemical reaction may be represented thus : 

Zinc and sulphuric acid produce zinc sulphate and hydrogen, 

or, Zn -f HaS04 = ZnS04 -f Hj. 

The bubbles of hydrogen gas produced at the surface of the zinc plate 
are not evolved from either it or the liquid, but from the copperplate^ and 
stick to it in large numbers. This acts detrimentally in two ways — (a) by 
increasing the resistance of the cell from plate to plate (called its internsd 
resistance), gases being bad conductors of electricity, and a film of 
hydrogen covers the copper plate, thereby reducing its effective surface ; 
(b) by producing an E.M.F. in the reverse sense— /.<?., a back E.M.F., owing 
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to hydrogen being highly electro-positive and almost as oxidisable as zinc, 
and therefore forming a cell temporarily with z as the +^« pole or 
— ^« element, and the hydrogen film as the — *® pole or +^« element. 

Hence the E.M.F. now acting is the difference between the zinc to 
copper E.M.F. and the hydrogen to zinc E.M.F. The current which the 
cell can send, therefore, falls off, and the cell is then said to be ''polarised,^ 
A good cell should possess the following qualifications : 
(i) Its internal resistance should be small, which can be obtained by 
having the plates large and close together, and the liquid or intermediate 
strata of good conducting power. 

(2) There should be no internal action when the external circuit is not 
joined to it. 

(3) Its E.M.F. should be high and constant, polarisation being prac- 
tically eliminated. 

This is effected by employing two-fluid cells in which one of the 
solutions is a highly oxidising one, or by using a solid oxidising substance 
in single-fluid cells. Stout plates will last some time, but the solutions 
require renewing at frequent intervals. 

When two or more cells are joined together *end on,' or * in series' 
with each other, the arrangement is termed a Battery. The amount 
of chemical decomposition is the same in each cell of such a battery of cells in 
series^ and if the cells are of the same type, the E.M.F. of the whole battery 
will equal that of one cell multiplied by the number of such cells in series, 
and the total amount of chemical decomposition will also be increased in 
like manner, as well as the internal resistance. Faraday also showed that the 
amount of chemical decomposition in a cell is proportional to the quantity of 
electricity that has passed through it— /.^., to the current strength. This is 
an important fact, and should be remembered, since it is not an unknown 
thing to hear that the claims for advantage of some new primary cell are 
those of unlimited current practically with no appreciable consumption of 
material. From the foregoing considerations it will be evident that the 
simple cell taken would not be suitable for commercial purposes, though 
useful for understanding the actions that go on in such cells. A large 
number of primary cells have been devised by different people, employing 
different metals and solutions, but in the following pages we shall merely 
deal with some four or five types which apply more particularly to the 
subject of this work. These are as follows : Daniell's cell, Leclanch^ 
cell— ordinary bell, agglommerate, and carporous forms — Dry cells, the 
Obach, E.C.C., E.S., &c. 

Daniell's Cell. — This cell was invented about 1836 by the man 
whose name it bears, and in it polarisation is practically eliminated. It is 
an important form of cell, having been employed extensively for 
telegraphic purposes and many others in which a constant E.M.F. is 
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required. The construction will be easily understood from fig. 5, which 
is one form of Danieil's cell with portions of the cell cut away 10 show the 
interior more clearly. 

It consists of a zinc plate, Z, dipping into a solution of zinc sulphate or 
dilute sulphuric acid, contained in a pot, p, of porous or unglazed earthen- 
ware. This porous pot is surrounded by the copper plate, c, which is 
immersed in a solution of copper sulphate contained in an outer glass or 
glazed earthenware vessel or jar, j. The porous pot, p, merely separates 
the two solutions, but does not isolate one from the other. It, however, 
allows of the passage of the current from one plate to the other, and the 
solutions gradually diffuse and mix. There are many modifications of this 

Fig. 5. 




Damei.l's Cell. 



form of Daniell, some of which are cylindrical. One that is compact, and 
takes up little floor or shelf space, is that used to a considerable extent in 
the Post OflUce service, and which is due to Dr. Muirhead. The cell is 
rectangular in shape, instead of being round, and the copper plate is placed 
in the porous pot, which is half filled with crystals of copper sulphate, and 
filled up to the top with water. 

The zinc plate dips into either zinc sulphate or dilute sulphuric acid 
contained in the outer jar. 

By this arrangement a supply of copper sulphate is maintained as fast 
as the copper out of it is deposited on the copper plate. 

The internal resistance of a l>aniell cell may be anything between 075 
and 5 ohms, depending on the size of plates and density of the solutions. 



LECLANCHfi CELL IS 

It is, however, most frequently about I'o or 2*0 ohms in the sizes commonly 
used at the present day. 

The internal resistance can be reduced by having the plates larger and 
closer together and by diminishing the thickness of the walls of the 
porous pot. 

The E.M.F. of all these cells is about i*i volt, and is entirely 
unaffected, as is also the case with any other cell, by the size and distance 
apart of the plates, or of the rest of the cell, and depends only on the 
materials used. 

The Daniell cell is, of course, a two-fluid cell in which the copper 
sulphate acts as the oxidising agent, or depolariser. The hydrogen gas 
(H), in trying to get across on to the copper plate, attacks the copper- 
sulphate solution, which has the chemical symbol CUSO4. In so 
doing it displaces the copper (Cu) and takes its place, forming a new 
molecule of H2SO4, while the copper (Cu) thus displaced is deposited on 
to the copper plate. In this way no hydrogen gas can get to the copper 
plate to polarise the cell so long as the copper-sulphate solution is 
existent ; when this is exhausted the cell will begin to polarise. 

Leclanch^ Cell (ordinary bell type). — Of all forms of primary cells 
probably this one has been the most widely used. Its principal use lies in 
the production of intermittent currents during long periods such as those 
required for ringing electric bells, and for such it is much superior to the 
Daniell cell, but inferior for the purpose of sending steady currents of 
appreciable strength for any length of time. 

It is a ^«^-fluid cell, having a solid pxidising or depolarising agent, and 
consists of an outer glass jar (fig. 6), shaped as shown, the top part of 
which is dipped into a black compound, which prevents the solution 
creeping from the inside to the outside over the mouth of the jar. A 
solution of sal ammoniac (ammonium chloride) and water is contained in 
this outer jar, together with some crystals of the undissolved salt at the 
bottom. 

Into the solution dips an amalgamated, rolled, and almost pure zinc rod 
(fig. 7), to the top of which is soldered a wire for the purpose of electrically 
connecting the zinc to the circuit and constituting the —^'terminal or pole 
of the cell. The -f ^* pole consists of a carbon plate capped, in the better 
cells, with a carbon head which forms a seating for the brass terminal. 
This plate is tightly packed inside a porous pot of unglazed porcelain of 
high porosity with equal proportions of little pellets (only) of crushed and 
sifted carbon together with black oxide of manganese, otherwise called 
manganese peroxide or dioxide, which acts as the oxidising or depolarising 
agent (fig. 8). A thin layer of pitch then closes the top of the pot, through 
which pass two short bits of ebonite tube to enable some of the same 
solution to be poured into the porous pot through one, and air and gas to 
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escape from the other. The function of the pot is not to keep the liquid 
I out but to keep the broken gas carbon, and manganese peroxide in, and 




both of these latter must be well sifted to remove the dust, so us to e 

as much surface of carbon as possible to the solution. Fig. 9 shows i 




cell complete. While the cell is sending a current, r 

off and both water and nine chloride are formed inside. When the solutioi 

turns milky, more sal ammoniac is required ; but if the cell fails without 
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then it shows that ihe depolariser^namely, the peroxide — is in all probability 
exhausted altogether or is unable rapidly enough to oxidise the gas evolved. 
This is the case when a strong current is taken from the cell. 

The E.M.F. of a I.eclanch^ cell is appro\imaiely f47 volt, and the 
internal resistance varies from about i to 3 ohms, normally depending on 
the size of zinc and carbon plates and their distance apart, also on the 
thickness of thu porous pot and density of the solution. 

The Agglomerate-block Leclanch^ Cell is a modification of the 
1 just described, in which the porous pot is usually dispensed with. 
to shows one method of construction in which the carbon and man- 




^H^ an 



ganese peroxide are crushed fine, well mixed together and with some bind- 
ing substance, and then moulded under pressure into blocks, which are 
finally held against the usual carbon plate by two indiarubber bands. The 
zinc rod is soraetimes held in position by being passed through an eye 
formed at one part of the band, or by being contained in a small perforated 
pot, as seen in fig. 10, this method avoiding all local action. 

The ' Carporous ' Cell, devised by Messrs. Lacombe and Leclanche, 
another modified form of Leclanche cell. The construction will be 
understood by reference to figs, 1 1 and 1 2, which respectively represent a 
section and general view. It consists of a perforated cylinder of carbon, a, 
and one of porous porcelain, 11, which rest on a glass foot, C. 

Between these cylinders is packed the mixture of broken carbon and 




poured in, but lime must be given to the ordinary form to enable the 
solution to soak through the porous pot before it will work, unless some 
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II is poured inlo it through the lubes which pa^is through the pitch 
T&ling. A battery of four ordinary beli Leclancht cells in series is shown 



Dry Cells, so called because they contain no liquid that can spill, but 
only a jelly-like mass in place of the liquid, are one and all of the Leclanche 
type. Among ihe many different forms, the principal ones are the 
' Obach,' the ' E.C.C.,' the ' E.S.,' and the ' Century,' or perhaps one should 
say that these cells are the most widely used in practice. 

The construction of them all is much the same, and merely the general 
features will here be discussed. 

The containing vessel or jar consists usually of zinc, which may be 

rounded by a cardboard or other suitable covering, or may be painted 
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(d form the external case itself. In either case this zii 
forms the — " [jole of the cell, and a wire is soldered to i 
electrical connection. 

The +*° pole consists of a substantial carbon plate 
this zinc cylinder, the two being separated by a mixture of c 
carbon and manganese peroxide intiaiately mixed witli sal ammoniac, and a 
.1 percentage of zinc sulphate, the whole mixed into a stiff paste with a 
id glycerine. 

named plays no part in the chemical action of the cell, but 
I bind the materials together. The cells are invariably sealed 
at the top, usually with melted pitch, two vent-holes being provided for the 
escape of any gas. 

The E.M.F. of all types is about i'55 volt, and the internal resistance 
3 ohms. For short periods they will give much stronger 



20 ELECTRICITY AS APPLIED TO MINING 

currents than the ordinary Leclanche cell, and when left on open external 
circuit, after a discharge, will recuperate to a considerable extent. 

As there is nothing in the construction which can spill, these so-called 
dry cells can be used in any position, whether upside-down, on their sides, 
or otherwise. They are used for a variety of purposes — as, for instance, for 
mine blast exploders, also by the General Post Office and the National 
Telephone Company. Fig. 14 shows a box containing three *E.C.C.' dry 
cells connected in series and to two terminals, one at each end of the box. 

(b) Secondary Cells. 

The one great objection raised against all types of primary cells is 
their comparatively rapid polarisation when any but a small current is taken 
from them, and, though they are eminently suitable for certain kinds of 
work not requiring more than a very small current — as, for instance, that 
.met with in telegraphy and telephony —they are no use for giving the 
currents met with in electric lighting and many other kinds of work at the 
present day. Moreover, the cost of maintaining them is an item which 
precludes their use for larger currents. Zinc is the fuel used in these 
chemical electric generators, and it is vastly more expensive than the coal 
used in dynamic generators. 

In the following pages we shall deal with another form of electric cell 
which is capable of giving out larger currents without polarising or other- 
wise running down appreciably, except after long periods. 

On page 5 it was mentioned that when a continuous current passes 
through a liquid — as, for instance, water — the latter is decomposed into 
its constituent parts, the gases oxygen and hydrogen, the latter being 
evolved at the electrode of the electrolytic cell at which the current leaves, 
the oxygen from the electrode at which it enters, the cell. In fact, this was 
mentioned as being one of the properties of an electric current. 

In the case of the secondary or storage battery, an electric current 
generated elsewhere is conducted to an electrolytic cell ; if this consists of 
two strips or plates of ordinary lead, dipping into a dilute solution of 
sulphuric acid and water, the hydrogen is still given off from the plate at 
which the current leaves the cell without any chemical action taking place 
at its surface \ but the oxygen developed at the other plate — that by which 
the current ent^s the cell — enters into chemical combination with the lead 
plate at its surface, forming what is known as lead peroxide or lead dioxide, 
having the chemical symbol Pb02, and consisting of two molecules of 
oxygen (Oa) and one of lead (Pb,). 

This chemical combination is accompanied by the plate turning a 
chocolate or dark- brown colour, the other plate merely remaining the 
colour of lead. 
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If, now, this electrolytic cell is disconnected from the source which is 
sending the current through it, and connected to another circuit not having 
any E.M.F. in it, a current will flow out of the cell through the circuit 
from the discoloured plate or inside the cell 1o this plate. 

Thus, this chocolate-coloured plate is the H-^*^ pole of the cell, and the 
other, or lead-coloured plate, the — ^'^. Such an appliance is variously 
termed an electrical storage cell^ electrical acaimulator^ or secondary cell^ and 
two or more of them connected together are called a storage or secondary 
battery. 

The reader, however, is recommended to use the term * secondary^ for 
no electricity whatever is stored or accumulated in the cell when a current 
is sent through it, just as much passing out as flows in. Chemical changes 
occur, however, which result in the formation and decomposition of certain 
substances on charging, while on discharging a reaction or secondary 
change occurs which reduces the substances to the composition which they 
had before the change was commenced. Hence the propriety of the term 
secondary celL 

A cell constructed in the particular manner indicated would be but 
little use in practice, as the amount of energy stored up in the comparatively 
small amount of chemical change is very little. 

In order to obtain a much more prolonged secondary action, and a cell 
that would give out large currents for considerable periods, a larger amount 
of active material must be exposed to the action of the dilute sulphuric- 
acid solution. 

In other words, the plates must be made more porous^ so as to offer a 
greater effective surface to the solution, and as much lead peroxide as 
possible must be formed. 'J'his, of course, cannot be realised with plates 
cut out of ordinary commercial sheet lead, and special means are adopted 
for the purpose, giving rise to two different types or constructions of 
secondary cells, known respectively as the ' PlantP or non-J)asted type^ and 
the * Faure * or pasted type. 

The difference between these types lies entirely in the construction, and 
in both the ultimate condition when charged up is spongy porous lead for 
the — ^"^ plate and lead peroxide or dioxide on the H-*^^ plate in a dilute 
solution of sulphuric acid (oil of vitriol) in water. 

Plants Cells — so called after Gaston Plante, who devised the first 
practical form of secondary cell — consist of almost pure lead plates varying 
in thickness, in the different makes, from \ inch to % inch. These plates are 
cut to the required size for making a cell of the desired dimensions, and 
usually, though not always, pickled — />., first inserted in a bath containing 
some highly oxidising solution, such as a mixture of sulphuric and nitric 
acids in water or one of sulphuric acid with a certain percentage of the 
alkaline nitrate of soda, ammonium, or potash. Such solutions rapidly 
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oxidise and eat into the plate, which is taken out after a suitable time has 
elapsed and washed in water, the plate or its surface is then in the form of 
spongy or porous lead to quite an appreciable depth (say about i mm.). 

Several plates are next assembled side by side in an electrolytic 
bath containing sulphuric acid and water in the proportions of about 
I of concentrated acid to lo or 12 of pure water. Each plate is 
separated by about i inch from the next, but alternate ones are con- 
nected together to form one of the two poles of the cell. A current of 
electricity is now passed through the cell from some outside source for 
forty hours or more, and at first nothing is visible except the decolorisa- 
tion of the plates at which the current enters the bath. Towards the end 
of the time bubbles of gas (oxygen) are evolved from these same plates, 
and finally the whole liquid is full of them. A cell in this condition is said 
to be gasing freely, or (technically) boiling, and is fully charged, the gasing 
being due to the fact that the plates at which the current enters are in- 
capable of absorbing any more oxygen to form lead peroxide, with the result 
that this gas is liberated in its nascent form. 

The plates on which the peroxide of lead is formed are the +^^ plates, 
and will have assumed a rich dark brown chocolate colour ; the other, or 
— ^® plates, being of the slaty grey colour of spongy lead. 

In some cases the lead plates are not pickled previously to being 
* formed,' as it is termed, by the current in a bath ; but in all cases some- 
thing is done to increase the effective surface of the plates — as, for instance, 
by building them up of corrugated and perforated thin sheets of lead, or 
by simply corrugating or grooving an ordinary thick lead plate. 

There are several different forms of secondary cells in use at the present 
day which are wholly or partly constructed on the Plants principle, the 
process of manufacture being, in some cases, very simple, and in others 
rather complex. 

It will, however, suffice for our purpose to describe one well-known 
type called the 

' D.P.' Secondary Cell. — A diagrammatic view of the plates of this 
cell is shown in fig. 15, and they consist of a large number of narrow strips, 
s, of lead, the plate surfaces of which are specially dented, built up one 
above the other like the leaves of a book. 

The ends of these strips are lead burned together and to thick leaden 
side-bars, a and b, of which a is extended to form a lug, l, for burning on to 
the main cross-bar of lead that connects all the plates of like polarity 
together to form one terminal of the cell. The strips, s, run horizontally, as 
indicated in fig. 15, and are there shown edgewise. In a complete cell as 
many of such plates as are required are placed side by side at suitable 
equal distances apart, determined by the thickness of the plates of opposite 
polarity which come in between, and the liquid space as well. 



The lugs, L, of all the ■ 
crossbar, which forms one 
plates, which are one mor 

These two sections ( + ' 



-" plates (say) are then burned on to a common 
terminal of the ceil; the same with the — " 
: in number than the +"". 

"), as they are termed, are next placed 



in the containing vessel, of course after being ' formed ' and interlaced 
alternately, being mounted and held in position by means of insulating 
distance pieces and clamping bars. 

The ' forming ' of the plates, as it is termed, is effected by a modifica- 
tion of what is known as Dujardin's process, which consists in making the 
plates active by a combined oxidising and electro-depositing process in 




D alkaline bath of nitrates consisting of about lo parts by weight of water, 
I 3 of sulphuric acid, and i of an alkaline nitrate of soda, ammonia, or 
potash. The charging current through the bath forms nitrate of lead, which 
the acid converts into lead sulphate, and finally lead peroxide (PbO.j). 

By reason of the strips not fitting too closely owing to their dented 
surfaces the plates present a considerable surface, and in a few hours after 
the • forming ' charge is commenced, lead peroxide, which is formed from 
the lead surfaces, fills the interstices in the lead plate. 

Two of these 'D.P.' cells are shown in fig. i6, mounted and connected 
in series. The containing vessels are of glass, but in the case of cells 
having a much larger number of positive and negative plates this vessel is 
of teak to withstand the weight, and lead lined inside to resist the action of 
the sulphuric acid. With this method of building all the plates have to be 
sufficiently well insulated from the lead lining, which would otherwise cause 
n lo be short-circuited, 
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It should be remembered that, while the *D.P/ cell just described is 
one of the most widely used at the present day, the process of its manu- 
facture has been vastly accelerated, as compared with Plant^'s original 
method, by the preliminary pickling of the plates. 

Such processes, however, for hastening the manufacture of the Plants 
or non-pasted types of cells are of comparatively recent origin. It 
occurred to M. Faure, about 1881, to coat the surface of the plates with 
an easily reducible oxide of lead, called red lead or minium^ in order to 
hasten the construction. 

On charging such a cell in which both sets of plates are pasted with 
red lead (of which the chemical symbol is Pb304) and immersed in dilute 
sulphuric acid and water, the coating of oxide on the — ^® plate is reduced 
to spongy lead, while that on the -f ** is turned into lead peroxide (Pb02)i 
the whole time taken in bringing about this electrolytic action being from 
thirty to forty hours. 

Faure^s idea gave, at that time, a great impetus to inventors, who next 
set to work to find the best means of keeping the paste in position. The 
fact that it soon fell away directed attention towards a frame or grid for 
holding it, and into which it was plastered. 

Without going into the many forms of grids tried, some with and some 
without success, we will consider one of the latest and best forms of 
secondary cells, constructed on the Faure or pasted principle. This cell 
is the Headland Secondary Cell, the construction of which is unique 
in many ways without being, as is often the case, in the least complicated. 
The grid consists, as shown in fig. 17, of bars, having square section, and 
the appearance of a four- sided ladder, the steps of which, so to speak, are 
braced by four very small rods inside. These bars are cast in any desired 
length, either in nearly pure lead or lead mixed with a small percentage of 
antimony to make the structure more rigid. 

After being cut to the right length corresponding to the height of plate 
required, a number of them have their ends burned on to leaden cross-bars, 
but are separated by narrow air-gaps, as shown in fig. 18 (iv.). In this way 
a plate or grid of any desired thickness or size is built up, and connection 
made to it by the two projecting pieces of lead seen on the topmost leaden 
cross-bar on the left. Each plate is then pasted, those intended for 4-^^' 
with a thick paste of red lead (minium) and dilute sulphuric acid, and 
those intended for — ^'^" with litharge or lead monoxide (PbO) and acid ; 
in both cases the spaces between the bars of the plate being cleared out 
so as to be quite free from paste, and form only air-spaces. Positive and 
negative plates are then placed side by side alternately, the lead lugs of 
all the +^®* being burned on to a common terminal bar, and similarly for 
all the —"^^ plates. The plates are separated by some insulating substance 
such as glass rods, ebonite strips, or sheets of perforated and corrugated 
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ebobite, &c. This last arrangement is shown in fig. iS (v.), which repre- 
sents a traction cell of the Headland type removed from its eboi 
containing-case seen to the left. 

As will be observed, there are three +"■ and four — ""', and in 
all plate forms of secondary cells there is always one more — '* than 





there are +'". This arises from the fact that unless all the latter art 
acted Oil from both sides simultaneously, they tend to liend, or, as it is 
usually termed, ^ l>uckle' It is interesting, and indeed important, to com- 
pare this Headland form of cell with other types in which the paste is 
pasted either on to the surface of the grid or through it. These other 
forms of plates present one continuous surface to the solution, so that in 
addition to the effective surface being simply equal to the sum of the 
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plane areas of the two sides, the material between these suifaces 
active part in the development of an electric current, and, further, 
seriously lo the weight of the plates, especially when solid, as it some- 
times is. This useless weight, though necessary in that type of plate for 
giving sufficient rigidity to it, is highly objectionable in cells intended for 
autocar work which have lo be carried about on the car. In the case of 
the Headland cell it is different, there being no solid interior in the gtid, 
which is a light, though strong, structure, and the paste with which it is 
filled is a good deal lighter than solid lead. 

An even greater advantage lies in the enormous increase in the effective 
surface over that in the usual plate form of cell, for in the Headland cell 
the action goes on al the surfaces opposite to each other in the plate 
itself, with the result that the available surface is nearly doubled, con- 
sequently the cell gives a much greater output than almost any other cell 
for th( saute weight. In all the different forms of secondary cells precisely 
the same electro -chemical actions take place — for instance, on charge the 
surface of the + " plates becomes turned into peroxide of lead (PbO.j), and 
the — "=" into spongy lead, while the acid solution becomes stronger owing 
to the formation of sulphuric acid ; on discharge the —"" or spongy 
lead plates become turned into lead monoxide or litharge (PbO) first of 
all, and then in a continuous manner into lead sulphate (PbSO,), the 
surfaces of the +^" are turned into lead sulphate, and the solution 
gradually loses some of ils sulphuric acid, becoming weaker in strength. 

During rest, when the cell is sending no current, both plates very 
slowly sulphate— i.e., a formation of lead sulphate (PbSO,) gradually accu- 
mulates on the surfaces of both +^° and — "> plates, causing the cell to 
very slowly run down. 

This result is also the case if there is any leakage from the plates down 
the outside of the vessel to earth. 

This leakage can be almost entirely prevented by supporting the glass 
or other containing vessel in a wooden tray, the bottom of which conl 
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a layer of sawdust, and then resting this on what are termed ' mushroom 
oil insulators,' one of which is shown in side sectional elevation in fig. 19, 
and in perspective in fig. 20. 
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It is made of glass and consists of two parts ; the bottom, b, has an 
annular channel, Oy on its upper surface, which is filled with a heavy non- 
evaporative oil, such as resin oil. A projecting rim on the lower surface of 
the top part, c, dips below the oil and rests on the bottom of this channel. 
Thus, any leakage from the cell resting on the top of such an insulator, 
must pass over the top surface, round the outer lip, and across the surface 
of the oil, where it meets with very great resistance, before it can get to 
earth. 

From what has been said it will be understood that by having several 
-1-^® plates connected together, but arranged alternately with similarly 
connected — ^e», we obtain the same result as we should from two large 
plates the area of which is equal to the sum of the areas of the others 
respectively. At the same time a cell of a more convenient size is 
obtained 

The current which can be drawn from a secondary cell depends not 
merely on the type of cell, but on the total area of the -f *'« sections, and 
for any particular make it is reckoned as so many amperes per square foot 
of + ""^y reckoning both sides of the plate. 

In the large variety of makes it varies, according to the construction, 
from 4 to 20 amperes per square foot of -h^*^ plate. Now, it requires little 
or no consideration to see that the total amount of electrical energy given 
out by a secondary cell can never be so large as that put in. Energy being 
= watts X time in hours — />., watt-hours — we have the 

^ rr • watt-hours given out 
Energy efficiency = — - ° .- , 

watt-hours put m 

which in actual practice varies from about 60 to 70 per cent. Similarly 
we have the 

Quantity efficiency = ampere-hou^ given out 

ampere-hours put m 

which may be as high as 95 per cent, when the current density (amperes 
per square foot of -f ^'^) is low. The capacity of a secondary cell is 
reckoned respectively in either ampere-hours or watt-hours, either per lb. 
of plates or per lb, of cell complete with acid, and in comparing the 
capacities of cells for portable purposes this latter is the only fair method 
of doing it. 

Plants cells usually have a capacity of about 2 to 3 ampere-hours per lb. 
of cell complete, while Faure cells have been constructed having 7 watt- 
hours per lb. of cell complete, which is the figure pertaining to the Head- 
land cell. 

Secondary cells are used very extensively at the present day for all 
kinds of work when a supply of current may be wanted at any moment; 
their chief use being not merely to act as a stand-by in case of a break- 
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down of the main running generating plant, but to help this at the heavy 
loads. 

Such cells are expensive in first cost, and should therefore be well 
attended to, the user being well repaid for good attention to them. Sum- 
marising on this point, it may be said that secondary cells must not be dis- 
charged or charged regularly at a rate much exceeding that stated by the 
makers. They should not be discharged below i 'So volt per cell, other- 
wise a harder sulphate will form which is highly detrimental to the cell. 

An overcharge of short duration will do good — />., a continuance of 
charging for a half to one hour after the cell begins to boil will do no harm 
to the plates and may do good, though it represents a large proportion of the 
energy supplied going to waste. Secondary cells should never be left in 
a discharged condition, but always fully charged if possible, otherwise 
premature buckling of the plates may occur, with the result that paste, in 
the case of the Faure type of cell, may drop out, thereby 'denuding the 
plates of active material and increasing the risk of internal short circuits 
through a pellet of paste bridging the space between -f ^^ and — ^'^ plates. 

Connecting the terminals by a low resistance, technically called short- 
circuiting the cell, will probably do more harm than weeks of regular and 
steady use, if it does not actually ruin the cell altogether. 

As the level of the solution falls, through evaporation and spraying 
during boiling, fresh liquid must be added, whether only water or dilute 
acid, in such a way as to maintain the density or specific gravity of that in 
the cell constant, say, when the cell is fully charged. 

This density is obtained by means of an hydrometer, or acidometer, as 
it is variously termed. 

Uses of Secondary Cells.~Secondary cells can be put to a large 
variety of uses where strong, steady currents are required — as, for instance, 
in electric lighting work when a steady pressure is wanted. The chief 
use of them is either to supply lamps or electro-motors without any 
attention, after the running machinery is stopped, or to help the running 
plant to supply such at periods of heavy or maximum load, when, perhaps, 
the machinery could not do it alone. 

Unlike other sources of power, a secondary battery is capable of 
responding instantaneously to any demand within limits. To instance an 
example of its utility, in, say, a direct current electricity supply system of 
some town during a winter month. The period of maximum load is 
usually from 4.30 p.m. to about 7.0 p.m. out of the twenty-four hours, and 
perhaps this may be twice the average load during the day. To supply 
this maximum at least an equal amount of running machinery, must be 
started up for only two or three hours and then shut down, leaving full 
steam useless in the boilers. 

If a secondary battery, having an output equal to the average demand. 
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was installed, then this would take the extra demand at heavy loads, dis- 
charging ' in parallel/ ^s it is called, with the generating machinery. Thus 
no extra plant would have to be run. 

It should be remembered, however, that the prime cost of such a 
battery for a given kilo-watt output (for five hours, say) is roughly the 
same as for steam dynamos and boilers for the same time. 

The depreciation is about the same, and need not exceed 5 per cent, 
per annum for a battery tolerably well looked after. Thus we see that 
while the first cost is about the same in the two cases, the running cost is 
less with a battery than if only running machinery is used. 

Battery-house. — This should be a well-ventilated brick or stone 
building, having as little metal and wood about it as possible, both being 
acted on detrimentally by the acid vapours given off during charging. 
Every cell of the battery should be within easy reach, so that it can be 
easily inspected and attended to at frequent intervals. Thus the plates 
must always be kept covered with liquid. Any buckled plates must be 
straightened, and every cell must show about the same terminal voltage 
while discharging^. If some do not, they should be carefully inspected 
to see whether there is any internal short-circuit by + ^'^ and — ^® plates being 
in connection. 
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CHAPTER II 

DYNAMIC ELECTRICITY 

Alteinalil^-current Dynamos and Motors — Two- and Three-phase Generators and 
Motors — Induction Geneiators — Direct-current Djrnamus and Motors — ^Trans- 
formers, Rotary and Static — The Special Construction of Motors to overcome 
Dangers of Sparking, &c.— Enclosed and Ventilated Motors. 

So far we have only considered the production of electric currents by 
chemical means, as in the case of primary and secondary cells, but it is 
possible to obtain such currents by other means. Let n s (fig. ai) 
represent the north and south poles of a magnetic field, which is shown by 
the dotted lines, and always taken to flow from the north to the south 
pole. Let A i< be a metallic conductor capable of being moved between 
N and s so as to cut across the lines of force. If now the conductor is 
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moved away from the observer so as to cut across the lines of magnetic 
force, an E. M. F. will be induced in a b so long as ah is in motion and cutting 
lines. This will cause a current of electricity to flow from a to ii as soon 
as the ends of a b are joined by a metallic circuit. If a h was the other 
side of the lines of force, and was moved towards the observer, the induced 
current would be in the direction from b to a. 

We may now mention a most convenient rule, due to i)r. Fleming, for 
finding the direction of an induced current, and one that should be 
committed to memory : IVM the thumb and first two fingers of the right 
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hand forming three dirediom at right angles to each other, place the thumb 
in the direction of motion, the first finger in the direction of the line of force, 
when the induced current ivill be in the direction of the second fin^r. Tlie 
reader should apply the rule to verify the directions shown in fig, ji, 
remembering that the thumb will point away from him as a b moves away. 
The effect thus obtained by the motion of the conductor in the magnetic 
fidd is termed electro- magnetic induction, or dynamic electricity, and the 
(irangement is merely one for converting energy in the form of mecha.nical 
notion into energy in the form of electric currents. Machines for doing 
this are termed dytiamas, or sometimes generators simply, and such devices 
convert mechanical into electrical energy. Now, in practice there are two 
distinct kinds of current, each of which is used at the present day to a 
very large extent — one is called alternating current, which is a current 
that flows in an electric circuit to and fro very rapidly, often reversing 200 
times per second ; the other is called continuous, or often direct current, 
which flows in one direction only in the circuit. \Vc have, however, 
touched on this in connection with primary and secondary cells, which 
are only able to give direct currents. 

Later on it will be shown how this kind of current can be produced by 
the machines above mentioned, but for the present we shall confine 
ourselves to seeing how alternating current can be produced, as machines 
for obtaining this were the first to be invented many years ago. 

Such are termed alternating-current dynamos or generators, though 
more often alternators simply. Referring to fig. ai, and what was said 
on page 30, it will be seen that if the conductor, a e, the ends of which are 
joined to a metallic circuit, is moved backwards and forwards across the 
magnetic field, induced currents, alternating in direction, will flow in a b ; 
the rate at which this alternating current reverses will depend on the rate 
at which A H moves across the lines of magnetic field. 

Precisely the same elTect will be produced if the conductor, a 11, is 
stationary and the field moves to and fro across il. The foregoing is the 
fundamental principle on which all alternators work, and in practice some- 
times the conductors, but now more often the field, move. The kind of 
motion adopted is of course a circular one, as presenting fewer difficulties 
than any other. 

In order to thoroughly understand the principle and action of the 
alternator, we will consider the simplest of all forms, in which, for simplicity 
only, the magnetic field is stationary and the conductor revolves. Let the 
arrangement take the form shown in fig. 22, in which the conductor is in 
the form of a wire rectangle, abed, mounted on a spindle, ss, which 
rotates in suitable bearings (not shown) concentric with the poles, n s, of 
a magnet. The ends of the rectangle are connected to two metallic rings, 
J, or pieces of brass or cop[ier tube, which are mounted on and rotate 
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with ss, though insaUted from it by ebonite bosses, and from one another 
also. On rr press, as they rotate, two springs or brushes, b b, connected 
to an external circuit, R. Let the position, abed, of the rectangle be called 
its 'zero position,' and suppose it to rotate counter -clockwise in the 
direction of the arrow. 

Then, since the lines of magnetic force flow almost horizontally from 
N to s, no part oi abed in or about its * zero position ' will atl any of the 
lines, since a b and cd are sliding through the lines, and are parallel to them, 
while a (/and ^^ are always sliding through the lines for any position of the 
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rectangle ; therefore, no E.M.F. will be induced or current flow. The maxi- 
mum number of lines will, however, pass through abed in this position. 

Now, as it turns through such a position as a'b'td, db' and (^d are both 
cutting perpendicularly across the lines ; therefore, applying the right-hand 
rule on page 30, an induced E.M.F. and current will take place from d to 
b' and from d to d, and these, it will be noticed, coincide in direction 
round the rectangle, and are a maximum for this position, since the rale 
of cutting is a maximum. Moreover, in the position a'b'dd" no lines are 
enclosed, the plane of the rectangle being parallel to their direction. 

When ab gets round to the position cd — (>., after (iiifrf has turned 
through 180° or a half-revolution — a Zander/ are again sliding through and 
not cutting the lines of force. The amount of enclosure is a maximum, 
and the E.M.F. and current are nothing. 

The rectangle now moves into the dotted position in completing the 
third quarter of the revolution ; the limb a b, which is now moving upward 
on the right, has induced in it an E.M.F. and current from front to back, 
while cd in moving down carries a current from back to front. 
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But this is opposite in sense to what it was in the first half-revolution, 

and is a maximum when the frame arrives at the end of the third quadrant — 

i.e., when ad gets to 270°; finally, when ab arrives at the position it 

originally started from, after making one complete turn, there is no E.M.F. 

or current 

We see, therefore, that during the first half-turn the current flows from 
a to ^ and c to d^ while in the second half-turn it flows from b io a and d 
to c Thus, the E.M.F., and therefore the current, reverses its direction 
twice during each complete revolution, or is said to make one period per 
revolution, since the action in any one turn is precisely similar to that in 
the preceding one at the same position. Stating the action generally for 
any form of alternator, we have the following taking place simultaneously : 

Max, E.M.F. — max. rate of cutting — min. amount of enclosure, 

or, 
Min. E.M.F. — min. rate of cutting — max. amount of enclosure ; 

the points of reversal in all cases occurring at the points of maximum 
amount of enclosure. 

Remembering these rules, it will be easy to find the number of 
reversals per second in the more complicated and practical forms of 
alternators met with at the present day. 

In fig. 22, \{ a bed made 1,200 revolutions per minute—/.^., -^ j?{J", or 20 
revolutions per second — there would be 20 periods per second, since there is 
one period per revolution. 

The number of periods per second is called the ^periodicity,' or often 
the ''frequency ^ of the alternating current. The method of collecting these 
currents and distributing them to an external circuit, r, is simplicity itself, 
and is effected by the brushes, b n, pressing on the continuous metallic 
rings, r r, to which the rotating coil is connected. 

It is, of course, very important that the rotating coil should cut as 
many of the lines of force emanating from the north pole, n, as possible. 
As, therefore, all these do not flow straight across from n to s, many of 
them which stray outside are collected and concentrated through the coil 
by winding it on a laminated soft iron drum or core, which is fixed X.o ss 
and rotates with it. They then prefer to follow the easier path — viz., 
through the iron core— to leaking out into the air. In all present-day 
alternators soft iron is used to direct the lines through the coils, but in 
some cases the coils are laid on the surface and not wound round the core. 

Now, in practice it is essential to produce alternating currents, for 
lighting lamps and rurming electro- motors, having a periodicity of at least 
40 per second, and often as high as 100. 

To obtain such with the simple arrangement of fig. 22 would mean 

D 
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rotating the rectangle, which we must now designate by its technical name 
of armature, at 6,000 revolutions per minute. This in the larger machines 
in use now would be impossible, owing to mechanical considerations. 

The speed, however, can be kept within safe limits, and yet the desired 
periodicity be obtained, by increasing the number of pairs of poles — />., 
instead of one pair as in fig. 22, having 10 pairs (20 poles) arranged alternately 
N.S. N.S.N, round the armature. In this case there would be 10 periods per 
revolution, and a frequency of 1 00 periods per second would be given by a 
speed of 600 revolutions per minute. The practice nowadays is becoming 
common to standardise all alternating-current circuits in this country and 
abroad to 50 periods per second, as this is too high to be visibly detected 
on electric glow lamps, and seems to suit motors better than higher 
frequencies. There are, indeed^ advocates of still lower frequency for 
power purposes. Twenty-five is now used at Niagara on account of its 
supposed superiority for motor purposes and transmission, and a frequency 
of 15 is advocated by some. There are, however, many supply stations 
using TOO periods per second now. 

There are three ways of increasing the E.M.F. of an alternator : — 

(i) By increasing the strength of the field. 

(2) By increasing the speed of rotation of the moving part. 

(3) By increasing the number of turns on the armature. 

This last method has the disadvantage of increasing the internal resist- 
ance of the machine and also what is termed its self-induction. The 
E.M.F. generated is directly proportional to each of these — /.^., if the 
speed is doubled, so also is the E.M.F. ; likewise, if the strength of 
magnetic field and number of armature turns (all round the core) are each 
doubled together, the E.M.F. would be quadrupled, and so on. (i) and 
(2), however, can only be applied after the machine is wound, and (i) is 
by far the most satisfactory method of altering the E.M.F., for in a given 
alternator (2) cannot be made use of, owing to the alteration of periodicity 
ensuing from that of speed. In practical alternators the magnetic field is 
produced by pairs of electro-magnets giving north and south poles 
alternately round the armature. Since the strength of an electro-magnet 
varies within limits with the strength of continuous current flowing round 
its coils, by altering this latter the strength of magnetic field — />., number 
oi lines of magnetic force emanating from it — can be altered. These electro- 
magnets are technically termed tht field magnets of the machine. 

Having discussed the principle of alternating-current generation, we will 
now describe some well-known type in practical use at the present day to 
a large extent. Of course, there are many different makes and types, in 
some of which the armature revolves and field magnets are stationary, in 
others the reverse is the case, and in a third kind neither revolve, the mag- 
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netic field being made to cut the stationary armature conductors by rotating 
blocks of soft iron fixed to a kind of fly-wheel and termed inductors. 
Hence, this type of alternator is known as the inductor type, and is 
b^inning to be much used at the present day. The principal reason 
of this is that it is mechanically stronger than the other two kinds, 
owing, in the first place, to the fact that no portion of any electrical 
conductor rotates, and, secondly, that the only part that does is the 
inductor flywheel, which can be made as strong as one pleases. The 
alternator tp be described, and which was referred to above, is that con- 
structed by the* Electric Construction Company, of Wolverhampton, and 
more briefly termed the E.C.C. alternator. In it the field magnets revolve 

KiG. 23. 
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inside the ring of armature coils. Fig. 23 indicates the principle on which 
it is built, but not the actual construction, as space will not permit, nor is 
it necessary to go into details connected with the shape and ways of fixing 
the various parts. The part elevational diagram will, however, convey an 
idea of the method now very generally employed in producing alternating 
currents of considerable frequency at high pressure. On a mild steel shaft, 
K, is securely keyed and fixed a kind of flywheel, comprising a mild and 
highly permeable (magnetically) steel rim, g, of sufficient cross-section to 
carry the lines of force produced by any one field- magnet coil, and sup- 
ported or driven by arms or spokes, h, on the boss, r. To g are securely 
fixed an even number of soft iron cores, i, over which are slipped the field- 
magnet bobbins, f, wound with cotton-insulated copper wire and secured. 
These coils are all connected in series, usually in such a way that a current 
(continuous) passing through them magnetises the iron cores, i, producing 
alternate polarity, N.S.N.S.N., as shown. 

D 2 
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The free ends of the whole series are Connected to two continuous 
copper or brass rings fixed to the shaft, but insulated from it and from one 
another. Through two fixed strips or brushes pressing on these rings as 
they rotate with the field-magnet frame and shaft, k, the direct current 
from a separate dynamo called the exciter is led into the field-magnet 
coils to magnetise them. 

The Armature consists of a fixed frame of soft steel, y y, into which 
are fixed as many laminated cores, p, of the best soft iron as there are field- 
magnet poles or coils. Separately wound armature coils of cotton-covered 
copper wire (in some cases), abode, are then slipped over these cores 
and securely fixed in position. 

A little consideration will show that these coils must be connected in 
series alternately right- and left-handedly for the E.M.F.s in all of them to 
help one another at one and the same instant. If connected otherwise, 
the E.M.F. induced in one would exactly neutralise that in the next coil, 
so that no current would flow. Consider now the action that goes on in 
producing E.M.F. and current as the field magnets revolve, referring, 
of course, to fig. 23. In the relative positions of the field and armature 
coils shown, manifestly all the lines of force are flowing through the 
interior of the turns on the armature coils — />., the amount of enclosure is 
a maximum. Consequently, from what was said on page 33, the rate of 
cutting of the field by armature conductors at this instant is zero, and 
therefore the E.M.F. at this instant is also zero. Now, when the field coils 
have turned through a distance equal to half that between two consecutive 
armature coils (commonly termed half the pitch), so that each field pole is 
half way between two consecutive armature coils, the rate of cutting is a 
maximum, as there is no enclosing, therefore the E.M.F. is a maximum. 
Further, when the shaded field coil, N, is opposite d, there is no E.M.F. 
again in any of the armature coils. Similarly, as this field p>ole, n, moves 
on from opposite d to e, the E.M.F. induced rises from zero to a maximum 
(midway between d and e), and then goes down to zero again ; but with 
this diff*erence, that, as n moves between c and d, the induced E.M.F., 
and therefore the current, is in one direction, while from d to E it flows in 
the opposite direction. After e the action simply repeats itself in exactly 
the same manner. 

Thus, as the field magnets revolve an alternating current is gene- 
rated which can be distributed to any circuit connected with the 
machine. 

For a given speed, the greater the number of turns of conductor on 
A B c D E, the greater will be the E.M.F. ; while the current which it 
is safe to draw from the machine will depend on the sufficiency of cross- 
section of copper in that conductor. 

The periodicity per revolution will be equal to the number of pairs of 
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field poles, or, which is the same thing, to the number of pairs of a 
coils. 

^ The number of field-magnet poles in alternators al the present day varies 
with the type and maker, and may be any number up to 6a. 

The dotted hne in fig, 23 represents the approximate mean path of a 
line of magnetic force through one section of the field magnets and arma- 
ture. This is unbreakable so long as the field is excited or magnetised. 




juently it revolves as the field-magnet frame revolves, so cutting thf 
conductors in the coils a b c. , . . 

The distance, d, between iron of field cores, i, and iron of aimatuie 
cores is made as small as possible so as to reduce the resistance to the 
passage of the lines of force and diminish the amount of exciting current 
required. 

The power used in exciting the fields has by careful design been reduced 

al the present day to i per cent, or less of the total uselul output of the 

machine, while the eflSciency may be as liigh as 96 pet cent, in the case of 

■Ce machines. 
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Fig. 24 shows the general appearance of an E.C.C. alternator, the 
principle of construction of which we have just been considering. 

The size of these machines varies enormously, but they are now made 
up to 40 feet in diameter and in some cases run to upwards of 100 tons in 
weight. 

The E.M.F. may range up to 30,000 volts for very long distance trans- 
missions of electrical power, a common voltage in this country being 2,100 
volts, the output ranging up to 2,000 kilowatts or more. 

The alternating current which we have, up to the present, been consi- 
dering is known as a simple, * mono-phase,^ or * single-phase * one — />., there 
is only one current and one circuit, consisting of two conductors side by 
side, in which it flows. 

There are, however, what are called multi-phase or poly-phase alternating 
currents (as they are variously termed), which are not so simple, from the 
fact that in them one. is dealing with more than one current at the same 
time in a circuit consisting of three or more conductors running side by side. 

As such currents are coming into extensive use in this country, but more 
especially abroad, we will consider how they are produced, transmitted, 
and employed for useful purposes. 

In reality a poly-phase current is a combination of two or more single- 
phase currents, and in practice two such combinations only are at present 
employed — namely, two-phase alternating currents and three-phase alter- 
nating currents. Let us first consider — 

Two-phase Alternating Currents.— These are generated on the 
same principle as single-phase currents, and if an equal number of similar 

Fig. 25. 
'S N S_ _N S_ N 

I'RiNciPLK OF Generation of Two-phase Currents. 

armature coils be fixed side by side with those shown in fig. 23, but half 
the angular length of a coil in advance, then if these are connected to- 
gether like the other set between a second and separate pair of terminals, 
the arrangement will generate two-phase currents providing both sets are 
acted on by the rotating field. In fact, single- and two-phase alternators 
have the same outward appearance, and the only material difference is that 
in the two-phase machine there are just twice as many armature coils as 
there are field-magnet poles, while the armature coils are arranged in two 
distinct sets entirely separate (electrically) from each other. Fig. 25 will 
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make this clearer, and represents part of the field magnets and armature 
laid out straight One set, \ a a, consists of alternate coils connected in 
series with each other t)etweeii two terminals and forms one of the phases. 




1 



The other alternate set o( coils, u n, is likewise connected in series together 
between two other terminals and forms the other phase. We therefore see 
that there are practically two distinct armatures in one, and that each is 
d on inductively in turn as the field poles pass them. Succeeding coils 
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of both phases are wound right- and left-handedly as in the single-phase 
alternator. Now, in the position shown (fig. 25) these field poles (still 
arranged N.S.N, round the ring and shown dotted) are opposite the set 

of coils, AAA. 

It will therefore be seen that * set a ' is enclosing a maximum amount, 
whereas ' set b ' is not enclosing lines at all, but cutting them at maximum 
rate. Hence the E.M.F. of windings or phase a = o, and that of b is a 
maximum. 

Now, when the field poles have moved on into the position midway 
between the poles of * set a' — 1>., just a quarter period — the E.M.F. of phase 
B = o and that of a is a maximum. The same distance further on, the E.M. F. 
of phase a again = o and that of b is a maximum. The E.M.F. continues 
to alter periodically in a precisely similar manner, but in the opposite 
direction in the second half period. 

Thus two separate single-phase alternating currents are generated which 
differ in phase — />., the times of maxima and minima — by 90**, or one is a 
maximum when the other is zero, while at any intermediate position each 
has a certain value. These two E,M.F.s are said to be in * quadrature,* 
and we may liken them to the cranks of a compound steam-engine set one 
gc^* in adx^aiKe of the other. 

In the s\->>teni of gt^neration of twivphase current depicted in fig. 25, 
the jieriodicity will, of cvnirse, be reckoned in exacriy the same way as for 
ihe siiigle-phdse n^achine, and will be equal to half the number of field 
jx^tes or anivAlure coils of oiiher {^<ie per revolution. There are, of 
course, other wa>^ of wimiing the amvaiure of a two-phase alternator, 
equally as good as the ivrK> dcscril^. I: will sui!>oe, however, for our 
purpose to gi>x^ n>encly the jveoeding c«e. The ouiw^aid appearance of 
such a machine is sho^ n in %, ^^. 

Three-phase Altematiiig: Currents.— We will now briefly con- 
sider how tbcjae can Ix* geiYcrAUv, ; hu: '.ns:eac v^' using the preceding form 
of constnKtion arni winding on :hc amvArure, n will be easier to see the 
principle on wh>ch such cxinenis are gcnerirx>i if wha: is termed a * wave ' 
winding for the Am"Uiture be on-ijV^oxw. Fig ^7 T^epK^sents the plan of a 
pwrkm i^f such a:-) AmvATvsTt'. ixX!c:V^ mi:h a tew ^ek: ]viles (sihown dotted), 
borh kid oat fU:, In :V acnwl A^nsm^^x^, :Se fk*)d magnets may be 
iTitemi: to the am^a:\:T^c ;i7>d rcoate, the lartsr heing jcarionary, or this may 
rou:e internals m-:h rr^jird to the ti\t\^ ^oV*. In either case ibe field 
TvSJes a:^ ahtmAtfh X,S^\\^ n^und t>>r r.r\gs as is ;i>:uai>r the case. 

The armatuTt^ conj^iss of thw^e distinct o^ro;ijt^ or $«s of cooductors, 
1 1, <? 5. «nd 5 ^ wv^Kmd ia w^^pir kwwi a^r^ livtvi to the inrier periphery of 
ibe feoed hamntied j«k mn :sJkMU <w iraiw^ of the machine. Jts veie die 
coisASO^^^ ^ 111 %. ^^ ^ <v«Mluc^vrs CTit b> the fidd as it 
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zontal ones completing the ' waves ' being merely side connections which 
in reality do not extend beyond each other, though shown doing so of 
necessity for clearness. 

Now, the distance a d corresponds to a period, or twice the pitch of the 
field poles, and it will be noticed that each of the three circuits is just ^ of 
the period, or ^ of the pitch, in advance of the w.e%.\,ox ab = bc^cd-=\ttd. 
At one end, say b, the three circuits have their ends joined together, which 
junction, as we shall see later, may be connected to earth — i.e., the nearest 
gas or water main or well-sunk earth plates. In the position of the 
armature shown, no part of circuit i i is in the field; hence the whole 
drcuit is inactive and is generating no E.M.F. Both 2 z and 3 3 are, 




s (Wai 



however, cutting magnetic lines of force, and will therefore be generating 
E.M.F. 

Applying the hand-rule on page 30 for finding its direction, and re- 
membering that the field moving from a to b is equivalent to its being still 
and the conductor moving from b to a, we see that the E.M.F. at this 
position of the period is in the direction of the arrows. It should also be 
noticed that the direction in a conductor passing a north pole is opposite 
to that in a conductor of the same circuit passing a south pole, though by 
winding in wave form they coincide in direction throughout the circuit. 



A& the rotation proceeds, 
3 3 dies away, and so on, while at 
generated in all three circuits. If, 



i to generate E.M.F., while that in 
ertain positions there are E.M.F.s 
IV, the three terminals of this three- 



phase alternator which are connected to the three remaining free ends of i i, 
a 2, and 3 3 are connected to the necessary three mains, a three-phase alter- 
nating current will flow — i.e., currents which attain their maximum strength 
in each of the three mains successively and periodically, the difference in 
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the times (/>., difference in phase) of attaining their maximum values being 
equal to one another and to one-third of the periodic times of each of the 
three circuits. 

The foregoing explanations connected with the generation of single-, two-, 
and three-phase, or, as they are sometimes called, mono-, bi-, and tri-phase, 
alternating currents, will probably enable the reader to grasp the prin? 
ciples that underlie their production ; but for a more detailed treatment of 
them reference must be made to standard works dealing with this subject 
in particular — as, for instance, S. P. Thompson's 'Polyphase Electric 
Currents ' (Spon) ; G. Kapp's * Alternators, Motors, and Transformers,' &c. 



Direct-current Dynamos. 

The three kinds of alternating current which we have been considering 
are very suitable for the transmission of a large amount of electric power 
over long distances owing to the facilities they afford of operating at high 
pressures. 

There are, however, some functions which cannot be performed by 
them, such as the charging of secondary cells and all electrolytic work. 
For this a uni-directional current, or, as it is usually termed, a direct or 
continuous current, referred to on page 31, must be used, and we shall 
now consider how this is generated. 

When dealing with the simple form of alternator (fig. 22), we saw that 
the current in the rotating armature coil, abed, reversed twice in every 
revolution when the plane of the coil was perpendicular to the lines of 
force, and, furthermore, that in this position no E.M.F. was generated in 
the coil. A little consideration, however, will show that if the ends of the 
coil could be interchanged with respect to the external circuit or brushes, 
any such circuit would receive a current which, though fluctuating from 
zero to a maximum, down to zero again, and so on, would nevertheless be 
uni-directional in its flow round the external circuit connected to the 
brushes, that in the rotating coil still being alternating. This interchange 
is effected by a device known as a commutator or rectifier, and the current 
so obtained in the external circuit as a commuted-, rectified alternating-, 
continuous-, or direct-current respectively. 

The commutator in its simplest form consists (fig. 28) of a short length 
of brass or copper tube split axially and mounted on the shaft from which 
it is insulated; the two parts /and h, called segments, being insulated also 
from each other by suitable strips of insulation, i i, which make the surface 
truly cylindrical. This two-part commutator, as it is called, is fixed to the 
shaft in such a position that the plane of the armature coil includes a line 
joining the centres of 1 1. 
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The two brushes press on the commutator, as the whole rotates, in a line 
perpendicular to that in which the magnetic field flows and on a diametrical 
line. Thus, at the instant when the induced E.M.F. in the loop changes 
its direction, the brushes slide across from one segment to the other, 
and thus the current, while reversed in the loop, is left flowing in the same 
direction as before in the external circuit. 

This, then, is the principle of commutation and method of obtaining a 
direct current, which, as we see, originates from an alternating one in the 
first instance. It has already been observed that the armature conductors 
must be wound aver or on iron to ensure that as many lines of force as are 

Fio. 28. 




Principle of Generation of Direct Currents. 

due to the field magnets pass through the interior of the coil, for then the 
same number will be cut by it. 

Consequently, in the simple alternator or direct-current dynamo, figs. 
22 and .28, the turn or turns, such as a bed, are wound over a well-laminated 
core of soft iron, consisting of a number of thin circular discs of the best 
and softest Swedish charcoal iron, threaded over the shaft and keyed to it 
after having been previously clamped together so as to form a cylindrical 
drum called the armature core. The arrangement of core and conductor 
is then typical of one of the most important kinds of armatures — viz., drum- 
wound armatures. The object in using a laminated core instead of a 
solid one is to diminish as much as possible induced currents set up in it 
as it revolves in the magnetic field, for since the discs are lightly insulated 
by varnish or other means from each other, these induced Eddy or Foucault 
currents, as they are variously termed, which circulate in paths or planes at 
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right angles to the lines, have no room to Sow in and are therefore almost 
eliminated 

There is, however, another extremely important type of armature in 
which the coils are wound round a laminated soft iron ring or cylindrical 
ring core, and which are termed ring-wound armatures. 




WlNDINC. 



Such an arrangement \s shown in fig. 39, in which a coil of one or more 
turns (two shown) is wound on the laminated ring core, i, of iron and con- 
nected to the two-part commutator,/ A. Thd dotted lines represent the path 
of the lines of force, which split up into two parts, and if the core is of 
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sufficient section to carry them easily, they are nearly all directed through 
the coils or are cut by them. Now, it will be evident from the considera- 
tions (p^e 32) that the electro- magnetic action is the same at opposite ends 
of a diameter at any and every part of the revolution. This fact enables a 
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coil, B, to be wound and connected as shown (fig. 29), which gives the 
advantage that the internal resistance of the armature (/.^., that between the 
two brushes) is now only half what it was before owing to the two coils 
being in parallel 2& it is called. The total E.M.F., however, only equals 
that produced by one coil if both have an equal number of turns. 

The E.M.F., and therefore the current given from a dynamo like that in 
fig. 29, fluctuates too much to serve any practical purpose. This fluctua- 
tion, however, can be diminished as the number of pairs of coils and 
commutator segments is increased, and we can go on winding pairs of 
opposite coils, each pair being provided with a two-part commutator. We 
then come to such an arrangement as that shown in fig. 30, which repre- 
sents an eight-coil ring-wound armature with its eight-part or segment com- 
mutator against which the two brushes, b b, press as it revolves and collect 
the currents, now much more continuous or less fluctuating in nature. 

Now, the brushes, b b, divide the total number of armature conductors 
into two parallel circuits, which always generate equal E.M.F.s. The actual 
E.M.F. at the brushes, since there are two parallels, is only equal to tha 
induced in the conductors on one half of the core, hence we are at once 
able to obtain a formula expressing this E.M.F. in terms of certain 
quantities. 

Let C = the total number of turns on the periphery of the core. 
N = the total number of magnetic lines entering the core. 
n = the speed in revolutions per second. 

C 
Then the E.M.F. (E) generated is that due to conductors cutting 

2 
2 N lines per revolution, since the whole number are cut as any coil, such 
as A, fig. 29, moves through the first half turn, and again in the second 
half turn. 

Therefore the total rate of cutting of lines by conductors is 

X 2 N X « = C . N . //. 

2 

Hence E = - . volts, 

10* 

where 10* is the number of lines which a conductor must cut per second to 
produce i volt of E.M.F. This last relation is a fundamental one of great 
importance. 

It thus becomes possible to utilise the whole or a portion of the 
continuous current generated by the armature for exciting the field 
magnets. 

Referring to the last equation, we see that E will be increased by 
increasing C, N, or « ; but there is a practical limit to increasing C and «, 
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the former owing to the serious iiicreases in the armature resistance 
caused, the latter owing to mechanical considerations and safety. 

N, the field, is the best factor to increase, and it will depend on the 
section and quality of the iron of the field magnets, on the number of 
turns of exciting coil, and on the strength of exciting current. 

There are a great variety of different forms of field magnets in use at 
the present day, one of which, known as the double magnetic circuit type, is 
shown in fig. 30. Another important form is the single magnetic circuit 
' over ' and ' under ' types, of which the former is depicted in fig 31. 



Fig. 31 
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All these are two-poie machines, hut direct-current dynamos aie made 
extensively at the present day with more than two poles, in some cases with 
as many as twelve or sixteen, and are then termed multi-polar generators. 

But whatever the form of the magnets, they are always wound with ex- 
citing coils in one of three ways, giving rise to what are termed — 
Series -wound dynamos, 
Shunt- wound dynamos. 
Compound-wound dynamos ; 

and these we will consider now somewhat in detail. 

The Series Dynamo takes its name from the fact that the field 
magnets are wound with a few turns of thick insulated wire of low resistance, 
connected in series with the armature, and carrying the whole current 
generated. Fig. 33 shows the arrangement diagram matically. Machines 
so wound are most suited to supplying electric glow lamps or arc lamps 
(shown by the sUrs) in series, at constant current but varying E.M.F, as 
depicted. 

The Shunt Dynamo takes its name from the fact that the mag- 
netising coils are wound with a large number of turns of thin insulated 
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J, having a large resistance and connected in parallel or as a shu»f to 
lb armature. They only carry a small fraction of the total current generated 
by ihe armature. Fig. 33 shows the arrangement, r s s being appliances 
in the eitternal circuit which are now connected in parallel with one another 
and with the armature and shunt coils. In this case the voltage is the 
same, roughly, on al! the appliances in the external circuit, but the total 
enternal current equals the sum of ail the currents taken by them respec- 
tively ; hence this kind of machine is suitable for supplying circuits at 
constant voltage and varying currents — e.^., glow lamps, arc lamps, motors, 
&c., in parallel. 
^^^ The Compound Dynamo takes its name from the fact that its 
^^Hipiets are wound partly with series, and partly with shunt coils, both of 

r 
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sjtiBs-woDND Dynamo. 



which help each other to magnetise ihem. Fig. 34 shows the arrangement, 
the object being to secure constancy of terminal voltage as the current 
taken by the circuit varies. 

In the series machine the E.M.F. rises, while in the shunt dynamo it 
falls slightly, as the current in the circuit rises. 

By a suitable combination of these two kinds of field magnets, the 
E.M.F. is kept constant for all currents ; and this fact is highly desirable 
when supplying glow lamps and other appliances in parallel. 

There are two ways of connecting the coils of a compound-wound 
dynamo, as follows : — 

Short shunt, in which the ends of the shunt coils are joined direct to the 
annature terminals or brushes, and 

JjMig shunt, in which they are joined to the extremities of the armature 

s coils combined. The short-shunt connections are shown in 
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' direct-current dynamo, giving an E.M.FJ 
It is of the over type, with single i 



[■ fig. 34, but the long shunt is the common practic 
[ constancy of E.M.F, 

A 5-kilowalt ' Byng-Hawkins ' 
( of 120 volts is shown in fig. 35. 
] netio circuit. 

Fig. 36 shows a six-pole ' Byng- Hawkins ' direct-current dynamo coupled 
direct to a ' Browett & Lindley ' enclosed high-speed compound self- 
lubricating engine, both being on one common bed-plate. These sets 
, are made up to an output of 240 k.w. and upwards by the General Electric 
Co., London. 

We will now deal with a few important general considerations con- 
nected with direct-current dynamos. In present-day machines i 




to have as many brushes as there are poles in 
spaced around the commutator. This in large 
have as many as 360 to 400 copper segments w 
The brushes are capable of an angul 



field magnets, e 
nulti polar machines may 
1 a diameter of i foot or 
motion on a frame, and 



wh(;n set so that there is no sparking at their points of contact with the 
commutator for no external current but full voltage, they sometimes 
require to be given a slight forward angular motion, or '■lead' as k is 
called, in the direction of motion to collect the current sparkkssfy. In 
some machines there is no need to touch them from no load to full load, 
as no sparking occurs. When, however, it does in any machine it should 
he at once stopped by altering the 'lead ' of the brushes to suit, of c 
while the dynamo is running on its load. 

The commutator should be kept smooth and clean, and if any si 
wears Hal, it must be at once rtmedied and the cause removed. The c 
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may be dui- either in the softness of the copper, i 
segment, &:c. 

An electrical generator, whether alternator or direct-current dynamo, 
should Ije easily able to do its work, and this to a large extent can be 

Cd before it is installed by running it at full load for six hours, Kiy, 
measuring the temperature of the armature, field-magnet coiis. 




and commutator. This can be done by placing a fairly delicate ther- 
mometer, having preferably a thin cylindrical glass bulb, on the surface 
of either or each of these parts, and <:overing the bulb and part of the 
stem with cotton wool to prevent draughts of air affecting it 

The maximum limit in temperature should not exceed 50° C. for the 
e and field coils, and ebout the same for the brushes and com- 
mtator. That of the bearings and other pans should not exceed 40° C. 
fbe best makes of machines, however, never attain these values, and, 
it is very desirable thai ihey should not. 
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Electro-Motors. 

We must now deal, in some little detail, with that most important 
class of electrical machine for converting the energy in the form of th^^ 
electric current flowing through it, into energy in the form of mechanical 
motion ; in other words, with the electro-motor^ which is now so widely^ 
used. 

There are two main classes of electro- motors, viz. : — 

Direct-current electro- motors. 
Alternating-current electro- motors. 

The latter may be subdivided according to whether the motors are to work, 
with single-^ two,, or three-phase alternating current, when they are termed 
single-phase or poly-phase alternating-current motors. 

We will next consider the principle upon which electro-motors act, 
and will deal first of all with direct-atrrcnt electro-niotors. The action 
of these depends on the following extremely important fundamental 
principle — namely, thatif tivo different magnetic fields are under the influence 
of one another^ one being fixed and tJie other movable^ tliis latter will move 
so that as many of its otvn lines of force as possible coincide in direction with 
those of the fixed field. This is true no matter how the two fields are 
generated, whether by simple bar magnets or coils of wire, or whether 
even both are movable. The force tending to move the material substance 
producing the movable field increases as one or both fields get stronger. 

Turning now to an elementary application of the foregoing principle, 
we will consider fig. 29. Assuming, of course, that a magnetic field is 
flowing between n and s, and that a direct current is sent through the 
two coils in parallel by means of the brushes pressing on the commutator, 
there will be no force acting on the coils, tending to turn them, if the 
lines of force they produce coincide in direction with those of the fixed 
field for the position shown. If, however, the current is reversed, the two 
sets of lines will be in direct opposition, and, providing the fields are 
strong enough, the coils or armature will make a half-turn, so as to pro- 
duce maximum coincidence ; but at the end of this half-turn the current 
is again reversed by the commutator, so that the armature moves through 
another half-revolution, and so on, a continuous motion being the result 

With only two coils the armature may come to rest at a dead point and 
not be able to start of its own accord. This, however, can be avoided by 
increasing the number of coils and commutator segments, when the 
arrangement shown in fig. 30 will be obtained. When a current is sent 
through such an armature, each coil tends to set itself with its plane 
perpendicular to the direction of the fixed field where the coincidence of 
the two sets of lines is a maximum. 
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But as soon as a coil gets into this position the current in it reverses, 
causing it to turn through a further half-revolution. Thus a uniform 
driving force is obtained, and we see that the so-called electro- motor for 
direct currents is merely a direct-current dynamo used the other way 
about — />., supplied with current. It does not* follow that all direct-current 
dynamos run as efficiently when used as motors. They may or may not, 
but in any case the proper voltage must be supplied to them, which may 
be found as follows : Run the machine as a generator at the desired 
speed and note the E.M.F. generated. This must be the pressure of the 
supply with which the machine must be fed when run as a motor at that 
speed. 

Since there is little or no difference between a motor and a dynamo, 
what was said a few pages earlier on the latter applies equally well to the 
former. The armatures are almost always either rin^ or drum wound, 
and the field magnets may be either series^ shunt ^ or compound 7vound. 
It is in connection with these latter windings that any particular direct- 
current motor is spoken of as a * shunt motor,' or * series motor.' 

Now, it is only while the armature of any motor is stationary that 
Ohm's Law (page 8) can be applied for finding the current which a given 
voltage can send through the resistmce. 

As the armature rotates in the magnetic field an independent action 
goes on apart from the driving current circulating in the conductors. 
This is due to the conductors as they rotate cutting the lines of force 
produced by the fixed field, an E.M.F. being thereby generated which is 
opposite in direction to that of the supply and opposes it. The term 
* Back E.M.F.* has therefore been given to it : its effect is to oppose and 
diminish the current which the driving E.M.F. is trying to force through 
the motor. This back E.M.F. has a most important influence on the 
regulation of electro-motors in general, and the action that occurs is as 
follows : — 

When the current is switched on, and just before the motor starts, it 
rises at once to its full strength — (the starting rheostat necessary to pre- 
vent overheating before the armature begins to revolve is referred to on 
page 103)— determined solely by the total resistance of the main circuit - - 
/>., by Ohm^s Law, 

As, however, the armature gets up speed, it generates a l)ack E.M.F. 
which acts in opposition to the E.M.F. of the supply, and is in direct pro- 
portion to the speed. The current is thereby reduced as the speed rises, 
and if the motor is unloaded the speed will increase until the back E.M.F. 
nearly equals that of supply, the difference being the pressure requisite for 
sending the reduced current to overcome the losses and frictions in the 
motor and circuit If the motor is started on load it will take a pro- 
portionately larger current when in motion than when running ' light ' at 

^1 



sjmt speed, the driving E.M.I', at its terminals also being greater but 
F the buck E.M.F. the same, if the speed and field are the same. 

Now, it can easily be shown that the ' Torijiie' of an electro- motor is 

I proportional to i\is Jie/l slreiri,ffi and to the aimalute ninent, and the 

T greater each of these the greater i^ill be the tor |ue This latter is the 

moment of the force causmg rotation and equals the total force at the 

surface of the armatun multiplied bj radiub of armature. 

Since, therefore nt slariine we get max mum current m an electro 
motor, we also yet miximum torque whde in a sieini engine neglecting 




'variations of cut-off' and 
starting and at full speed. 

The speed of any motor will be increased by increasing the armature 
current or diminishing the field current : the former can be accomplished by 
having a main-circuit rheostat or resistance in series with the armature, 
when, by diminishing this resistance, an increase of current and speed vs 
result, and in shunt- and compound-wound motors one in series with t 
field as well, when by increasing the shunl-circuit resistance the shui 
current, and therefore the field, is diminished and the speed increased. 

From the foregoing remarks it will be evident that the series n 
always exerts maximum torque at starting, while the shunt and compouiilH 
motors will on! do so providing the field windings are so connected 



the circuit ihal ihe shunt is fully txcited Ix/nre llu- nrmalnre airn: 
s-.vihhtd on. 

A series motor suddenly relieved of its load t>egins to race 
sufficient resistance is added to the circuit, while shunt and compi 
motors only slightly increase their speed when the load is removed, 
reason being that the back E.M.F. rises rapidly, cutting dowi 
which in the series motor is also the field current. 

Let us now briefly consider the conversion of diruci-current dy 
a electro- 

A Stries Dynamo, run as a motor, will run against its brushei 




the terminals of either the armature or field magnets be intercharged with 
rt^rd to Ihe circuit. 

A Shunt Dynamo, run as a motor, always runs with the brushes, for 
either the armature or shimt currents have reversed in direction, which is 
e([uivalent to intercharging the terminals of either. 

A Compound Dynamo may run either with or against its brushes 

according to whether the shunt or the series coils respectively preponderate 

in strength. 

, In every case, therefore, it will be seen Ihat in order to run a dynamo 

|ta motor in the same direction— />., with the i'n/shes —ihe current in 

armature or the field coils must flow in the opposite direction. 

I The efficiency of electro-motors should be as high as possible, and in 
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large present-day machines the commercial or net efficiency, which is 

= V ^ , may be as high as 90 per cent, and over. 

total power put m 

The difference (power put in)— (power given out) should, therefore, be 
as small as possible. It is made up of the losses in the iron and by friction, 
and also in the copper circuits, and, as we have seen (page 9), if A = arma- 
ture current and R its resistance, then 

A'^R = watts lost in armature coils. 

Similarly, ezV = = watts lost in shunt coils when a = shunt current, 

r = shunt resistance, and E = E.M.F at the shunt terminals. 

Electro-motors take a great variety of forms. Fig. 37 shows a four-pole 
direct-current motor of the * Byng- Hawkins' type, made by the General 
Electric Company, of London. Fig. 38 shows an enclosed ventilated one of 
the same make, for working in dusty situations. 



Alternating-current Electro-Motors. 

These may be divided into two classes — namely, (a) Single-phase 
Motors ; (b) Poly-phase or Multi-phase Motors. The former may be again 
subdivided into (i) Synchronous; (2) Asynchronous or non-synchronous 
motors. 

Any single-phase generator may be used as an alternating-current motor 
by first starting it, by means of an engine or other motor, up to such a 
speed that the periodicity of the induced E.M.F. is equal to that of the 
alternating supply and the E.M.F. opposite, and about equal to that of the 
supply. 

Then on switching on the current it will run as a motor without the 
aid of the machine which started it up, and do mechanical work. 

There is, however, one peculiarity about it— namely, that it will run dead 
synchronously with the generator for all loads — />., half the speed of the 
latter will give half the speed on the motor, and so on. 

This is called a synchronous single-phase alternating-current motor, 
and it is efficient but not self -starting, which is the great disadvantage of it. 
Another is that the field magnets have to be separately excited by some 
direct-current source, as they were when it was used as a generator. 

The other type is a specially built motor which is self-starting but 
non-synchronous, and is usually termed a single-phase induction motor. 
The reason for this is that the principle of action is one of induction in 
the coils on the moving part, to which there is no electrical connection 
whatever. There is, therefore, no possibility of sparking, owing to the 
entire absence of commutator, collecting rings, or brushes. The main 
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disadvantage of these machines is Ihat they are much less efficient, power 
for power, than direct-current machines, and, moreover, will not start on 
load without taking an abnormal current for a few minutes. 

Poly-phase Motors may be divided into the only two types used 
in practice — namely, hoo-phase and thret-phase motors. 

Both kinds are self-starting (on load or otherwise), asynchronmis, 
efficient induction motors, and their principle of action will be better 
understood by reference to the principle on which they work, represented 
in fig. 39. Let the field magnets of an ordinary bipolar dynamo or motor. 




instead of being fixed, be mounted on a shaft capable of rotating in suitable 
bearings. Also let the ends of the field-coil winding be connected to two 
copper rings, R R, mounted on the shaft and rotated by it, but insulated 
therefrom and from one another. A direct current from some source is 
led into and out of them by two wires (w), connected to two brushes, r it, 
pressing on r R as they rotate. 

A laminated iron ring, [, mounted on the same shaft and free to rotate 
or it independently, is wound with coils, c c c. of one or more turns each, 
short-circuited on themselves, so as to form so many closed coils. If, now, 
the field magnets are driven mechanically, the field, as it rotates with them 
also, will cut the coils, c C, the induction of which will set up an E.M.F. 
and current in each, which will try to follow the field. Hence i will start 
rotating and will speed up until it catches up the field, when the two will 
move synchronously t<^ether, or nearly so. The rate of cutting of lines 
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of force by the coils, C, is now very small, iherefore the E.M.F. and currunt 

generated in them are also small. 

If, now, load is put on i, its speed n 

the rate of cutting, which is proporrional 

the magnets and I, will increase. This increases iheinduced E.M.F. inc c c, 
I and causes more current to (low in them, thus giving the necessar)- torque for 
I that ioad. The function which both two- and three-phase currents perform 
I is to produce this rotating magnetic field without the field magnets rotating 



Ic, and iherefore 
the difference in the speed of 



or moving at all. The portion of the motor which is wound with c 
suitable manner to receive the two- or three-phase currents, as the case man 
be, and which is stationary, is called the stator, while the rotating [ 
corTes]3onding to the ring, i, in fig. jg, is called the rotor. 

This is the principle of the poly-phase induction motor, which iq 
automatic in taking in just sufficient and no more power than will give tl 
necessary torque to be exerted. 

r such as this, which is self-starting, entirely automatic in i 
i action, self-tubricating, and which possesses no rubbing contacts or coo^l 
Ction to the rotating part whatever, can bt- lett lo itself for weeks without X 
1, further, all possibility of sparkijig, which is usually of''! 
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such moment in mines, is avoided in many of the smaller sizes ; for higher 
powers, slip rings are mounted on the shaft and connected to the rotor 
coils, which are suitably wound. This is to enable resistance to be inserted 
in series with the coils to keep down the heavy induced currents at starting, 
for it will be remembered that the difference in speeds of field and rotor, 
called the ^ sHp^ V& greatest at starting, and therefore the induced current 
also. Fig. 40 shows a three-phase alternating-current motor fitted with 
these three rotating slip rings connected to the rotor coils. The three 
brushes pressing on them would be connected to a three-phase rheostat. 

Three terminals seen on the top are for clamping the three mains 
which come from the generator. The commercial efficiency varies from 
75 per cent, to 88 per cent, up to 50 h.p., and reaches 94 per cent, for 
powers over 100 h.p. The rise in temperature above that of the sur- 
rounding atmosphere does not exceed 35 C, and the slip is 05 to 1*5 
per cent, of the speed. 

The motor illustrated is supplied by die (ieneral Electric Company, 
Ix)ndon, and can be made to work direct on circuits of pressures up to 
5,000 volts. 

Transformers. 

We have already seen (page 9) that when a current of A amperes flows 
through a circuit of R ohms resistance, the electrical power wasted in it 
= A^R watts. Manifestly, then, the loss increases rather ra})idly with 
increase of current which is under the scjuare, but the actual power 
transmitted will at a pressure V be equal to A \', and this product can be 
obtained in a great number of ways ; for instance, A V = ^, A x 2 V 
= J A X 3 V = .j\^ A X 20 V, and so on. Hence, by increasing V and 
diminishing A, the same power may be transmitted with very much less 
loss and at much less cost, as the circuit may have a much smaller cross- 
section, and therefore cost far less to lay. 

As a rule, however, if the transmission be at high pressure, such as 
2,000 volts or more, this pressure is far too high for use with many 
appliances, and it is therefore necessary to reduce it to a workable value, 
and this is effected by an appliance called a transformer or converter^ or 
sometimes a motor- generator. Of these there are two main classes : — 

Direct-current transformers. 
Alternating-current transformers. 

The former are all rotary machines, while the latter comprise both 
static and rotary machines. In all cases one and all are essentially 
transformers of pressure, the section of the coils being such as to be 
capable of carrying the required current. 
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The first class of transformer is necessarily of a rotary kind only, com- 
prising either a continuous-current dynamo and motor direct coupled, or 
an armature wound with two distinct windings, each having a commu- 
tator and running in one common field. In either example the motor part 
is driven by the supply, and in turn drives the dynamo portion to generate 
current at a different pressure from that of the supply. In the machine with 
one armature doubly wound in a single field, the ratio of voltages is almost 
directly proportional to the ratio of armature windings. The efficiency of 
such machines is low, and if the motor and dynamo portions each had a 
commercial efficiency of 90 per cent., the whole machine as a transforming 
device would only have an efficiency of 81 i>er cent, at full load. Not- 
withstanding this, it is often economical to employ them in practice. They 
can and are made to take in power at 2,000 volts, and give out at anything 
lower desired, such as 100 or 200 volts. 

Taking next alternating-current transformers^ the rotary type is re- 
stricted solely for converting coj^itinuous to single- or poly-phase alternating 
currents, or vice versa, and is becoming an important and extensively used 
appliance at the present day. It consists of an ordinary direct-current 
dynamo having a ring-wound armature, the winding of which is tapped at 
two or more points, which are electrically connected to two or more copper 
or brass rings mounted on the shaft, but insulated from it and from one 
another. 

For every pair of poles in the field, two tappings are taken to two slip 
rings for single-phase currents, four tappings to four rings for two-phase 
currents, and three tappings to three rings for three-phase currents. The 
efficiency of these rotary converters, as they are called, is high, and they 
are very useful when poly-phase alternating currents are transmitted, but 
continuous currents have to be used at the work. 

The rotating portion and fixed brushes of a rotary converter, without 
the field magnets, are represented diagrammatically in fig. 41. ss is the 
shaft carrying the ordinary direct-current ring-ivound armature, R R, which 
is connected to its direct-current multiple-segment commutator, g, at one 
end, and the three-phase collecting rings, r, r^ ^3, at the other. These rings 
are insulated from one another, and from the shaft by suitable insulation, i. 
Fig. 41 actually shows the arrangement for transforming continuous 
current into three-phase alternating current, or vice versa ; the three points, 
A w c, on the armature winding being equally spaced round it, and connected 
to the three rings, r, r^ ^3, respectively. If, then, r r rotates in a two-pole 
field, and direct current is led into and out of r r by the fixed brushes, 
B, Bj, so as to drive the armature as a direct-current motor, then three phase 
alternating currents will be generated at the fixed brushes, ^, If'^b^, 

Conversely, if three-phase currents are led in at these latter, the 
machine will run as a three-phase motor, and give out direct current at 
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i, Uj. Finally, if ss is drivijti by a belt, ihe machine will give out 
ilre*i current at n, b.„ and three-phase alternating current from ^, 



both 




t two-phase converter would have four rings instead of three, 
would be connected to four points on K R equally spaced from each 



which 




irtnle Cor a single-phase i:onvertcr there wculd be two rings only, connected 
to two points opposite one another on r R. 
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The most widely used of all transformers is the static type, lianng 
no moving parts or contacts, the alternating current in one part performing 
the function of causing the magnetic field to vary itself, so as to nil the 
windings in the other part and so generate a greater or less E.M-f-. 
depending on the ratio of the windings on the two parts. A reference t" 
figs. 42 and 43, whii:h show the inside of a y^-li.w. static iransfonner 
supplied by the General Electric Company, London, will make the prin- 
ciple clearer. The core consists of U-shaped stampings, he. out of thin 





Swedish charcoal iron of the best 
sufficient thickness. 

Two coils, each consisting of two 
covered copper wire, are then slipped 
in fig. 43. Cross strips, a, are ther 
as shown, thus forming a diiscd iron it. 
The two outer coils on the limbs are 
and likewise the two inner coth to a 
is then connected across the supply r 
other to the lamps or motors, and is 
In most cases we have 



quality, buili up side by side to a 



separate windings of double coiion- 
one over each limb, b and c, as shown 
placed across the ends of b and (, 

iixf^nelic ciniiit for the lines to flow in. 

connected in series to two terminals, 
second pair of terminals. One coil 

nains, and is called the primary ; the 

called the siwtidarv of the transformer 
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where E, and E.^ are the primary and secondary E.M.F.s, and N| and Nj 

are the number of primary and secondary turns. Thus the higher pressure 

coll will have more turns than the lower pressure coil, and consequently a 

higher resistance. Fig. 43 shows the construction and the ends of the 

H-indings of the inner coils protruding above the coil ends. 

When the transformer is to be used in damp places it is enclosed in 
an iron case with a tight-fitting lid, as shown in fig. 44, the leads going 
^'> the primary and secondar)* passing through insulating stuffing glands or 
^oles in the case. 

One extremely important advantage of this static type of transformer 
*s its automatic regulation on constant-pressure primary mains for varying 
secondary load. 

When there is no load on the secondary, the primary takes in just so 

''*^\ich power as is required to supply the losses in the iron circuit ; at full 

^^^ad it takes in power equal in amount to the total internal losses, plus the 

^^condary output, whereas at half load it only takes in half this amount, 

*^nd so on. Hence the static transformer is not only entirely automatic 

^M its action, but needs absolutely no attention, being quite inert in itself. 

Hy means of such an appliance almost any amount of alternating-current 

power can be transformed from almost any voltage to any other voltage at 

^n efficiency in the larger types of as much as 96 per cent. 



Special Construction of Continuous-current Motors 

for Use in Coal Mines. 

One of the disadvantages urged against the employment of electricity 
in the mine is the danger of sparks at the brushes igniting fire-damp. 
There seems to be doubt in some minds as to whether the sparks from the 
brushes will ignite gas, the reason given being that, owing to the good heat- 
conducting properties of copper, the sparks would be of very low tempera- 
ture. There is no doubt, however, that if the brushes get out of position 
sparking can be set up which will quickly ruin the commutator and 
readily fire gas if present. 

The dangers of the commutator are often referred to as being much 
less than those of the cable, and, while this may be the case, it is no 
reason why the lesser danger should be overlooked. The provision of a 
safe motdr for use in the face when coal-cutting where there is a possibility 
of blowers of gas occurring is of the highest importance. Various 
designs of motors have been tried with a view to minimising this danger. 
Many firms employ a completely enclosed and gas-tight motor, with the 
view to excluding gas from the commutator. Figs. 45 and 46 illustrate an 
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SAFETY COMMUTATORS 6^ 

entirely enclosed motor, the casing round the commutator being hinged, 
so that it can be lifted up for repairs and attention to the brushes. An 
entirely enclosed motor is less efficient than one of the same size which is 
ventilated, owing to the rise in temperature. 

The Union Electricity Company, Berlin, who make a great deal of 
electrical machinery for mines, make an enclosed motor of 80 h.p. 
guaranteed to work under 100 feet of water ; when not under water it is 
kept cool by compressed air, which is forced into the case ; this carries off 
the heat, and would, of course, exclude gas. 

Other makers do not entirely enclose the motor, but leave openings 
which are protected by wire gauze, the idea being that, should any gas be 
ignited inside the motor-case, the flame would be cooled below ignition 
point in passing through the wire gauze. Of course, it must be borne in 
mind that, as in the safety-lamp, there must be sufficient area of gauze, so 
that the burning gases do not issue from the motor-case at too great a 
velocity to be cooled. And until actual tests have been made with a 
motor in an explosive mixture, absolute security cannot be felt, as an 
explosion in the motor-case might cause the burning gases to issue so 
quickly that the gauze would not have time to cool them. 

Davis and Stokes Safety Commutator. — This invention success- 
fully obviates danger of sparking at the brushes of a continuous-current 
dynamo. The construction of the commutator will be understood on 
reference to fig. 47. 

It will be seen that the commutator is made hollow, and the brushes, 
instead of being in contact with the outside of the commutator, are in 
contact with the inside. The end of this hollow commutator is closed by 
a disc, which carries the brushes and is, of course, stationary, and there is 
a flame-tight joint between the revolving commutator and the stationary 
disc. 

In order to avoid any chance of the disc with its brushes being with- 
drawn while the machine is running, or of the motor being started before 
it is properly closed, a locking ring is provided, as shown in the figure. 
The disc is provided with small windows, by which the working condi- 
tion of the brushes can be seen, and adjustment of the brushes is 
made by springs working on the outside of the disc. This arrangement 
has been thoroughly tested ^ by being made to spark violently in 
an explosive mixture, but has failed to communicate the flame to the 
surrounding gas. 

Alternating Multi-phase Motors.— In these motors (see page 54) 

the commutator is dispensed with, and in small sizes, where the motor 
does not need to start against its load, there is no possibility of sparking. 

* Transactions Institution of Minini^ Eni^iueers^ iii. 192. 
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In larger motors brass slip-rings are usually fitted on which brushes engage, 
but these are only used at the moment of starting the motor, and when the 
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motor attains its normal speed they are thrown out of gear, so that the 
sparking, if any, is only momentary. These motors can be completely 
enclosed. 
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CHAPTER III 

DRIVING OF THE DYNAMO 

Water Power — Steam Power — High-speed Engines, Direct-driving — Low-speed 
Engines, Belt-drive— Gas-engines — Oil-engines — Tests of Plants. 

The method of driving the dynamo may be one of the following : — 

(i) By the employment of water-turbines. 

(2) By the employment of steam turbines. 

(3) By the steam-engine. 

(4) By the gas-engine. 

Water Power. — The first method depends on a sufllicient head of 
water being always available to drive the turbines, and where this is the 
case it generally forms the most economical system both in first cost and 
upkeep. A comparison between steam and water power was recently 
made,^ in which the cost of working a t,ooo h.p. steam plant is given as. 

follows : — 

Per h.p. per annum. 

£ s. d. 

Interest on capital, depreciation, repairs, &c. . -173 
Coal (i*4 lb. per I.H.P. at i6j. o\d, per ton) . i 10 loi 

Wages (two engineers and two stokers) . . o 12 10 
Oil, waste, &c. . . . . -034 



£1 14 3 



1 



The lowest cost known to the author (of the article) is jQi 8j. dd. per 
h.p. per annum, with coal at yj. /^. per ton. 

The steam plant here referred to consists of a vertical compound 
condensing engine with an average load of 950 h.p., steam pressure 155 lbs. 
per square inch. 

The cost of water-power plant, comprising three wheels, producing a 
maximum of 510 h.p. and an average of 315 h.p., is given by the same 
writer as ;£'i 3J. 2d, per h.p. per annum. 

At the Greenside Mine, Patterdale, Westmoreland, where lead ore is 

* Engineering Magazine, 1898, xv. 522-927; *The Comparative Cost of Steam 
and Water Power.' 

K 
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worked, the whole of the power required is obtained from water -turbines. 
The authors are indebted to Mr. W. H. Borlase, mining engineer to the 
Company, for the following description of the plant. 

Electrical Plant at Greenside Mine, Patterdale.-— The 

source of power, water, is brought from two reservoirs under Helvellyn 
Mountain, through partly open and covered flumes, for ij mile, following 
the contour of the hills at an elevation of 1,650 feet above sea level, to the 
pen-trough at the head of the pipe-line. The pipes are 15 inches in 
diameter, and convey the water to the power house, situated at 1,250 feet 
above sea level, giving a fall of 400 feet vertical on 1,200 feet length of 
pipes, equal to i foot in 3. At the bottom of the pipe a Y-piece is 
attached, and at the ends a vortex turbine and Pelton wheel are respec- 
tively fixed, driving two compound- wound continuous-current dynamos, 
each of 75 kilowatts capacity at 600 volts pressure. The turbine plant 
has been working since December 1891, including the generator before 
mentioned, providing power for a 50 h.p. winding motor, compound-wound, 
one mile inside the mine and two miles from the station. The power is 
conveyed for the first three-quarters of a mile to the mouth of the level by 
copper cable of 19/15 B.W.G., on poles and insulators, all cables inside 
the mine being insulated and lead-covered. 

The winding motor lifts the waggons of lead ore stuff, &c, from the 
various levels from 75 fathoms deep to the day level. The working load 
averages about 50 cwt. 

From this point the current is taken to a motor generator, where the 
volts are converted from 600 to 250, to work a 14 h.p. electric locomotive 
which runs the stuff raised by the winding motor through the day level to 
the washing grates, one and a quarter mile distant. The train load is 
twelve waggons, varying, of course, in weight, according to the value of 
stuff, averaging about eighteen tons, exclusive of locomotive, which weighs 
about two and a half tons. The one and a quarter mile is travelled in 
about a quarter of an hour, the curves in the level and general conditions 
not permitting a quicker run. The conductors necessarily are bare, 
consisting of a No. 10 B.W.G. phosphor-bronze wire. 

The Pelton plant was erected in 1897, and is of the same power as the 
turbine plant, and supplies a 50 h.p. motor for driving an air compressor 
working inside the mine to supply compressed air rock-drills and pumps, 
and also an electric motor, driving a Tangye three-throw ram pump forcing 
water 360 feet high from the 60-fathom level to the day level at one lift. 
This being a fairly constant load, little supervision is necessary, but there 
is an electric cut-out in the circuit which immediately acts as soon as one 
or both of the motors are switched off. So instantaneous and so effective 
is its action that the volts are not allowed to rise i J per cent, before they 
are again reduced to the normal pressure. 
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The turbine plant has a varying load, which is easily commanded by a 
3 -inch by-pass valve, the regulation being quickly done where hydraulic 
governors have failed. There is only one man kept in the generating 
station at a time ; two shifts a day are worked — viz., from 6 a.m. to 2 p.m., 
and from 2 p.m. to 10 p.m. 

The charges, working and supervision, amount to i 'Sd, per h.p. per 
day of sixteen hours in two shifts of eight hours each. 

The locomotive has been running nine and a half years, and the 
charges for that period are equal to '25//. per ton per mile, or '125//. per 
mile run, as the load is only one way. 

The whole of the caging-stations at the several levels, motor-rooms, 
&c., inside the mine are lighted up with sets of six loo-volt i6-c.p. lamps 
in series. The crushing-mills, jigger-houses, washing and smelting mills 
are lighted by a separate dynamo. 

Steam Power. — The question of steam generation is too large to 
enter into in the space at disposal here, besides which it has already been 
adequately dealt with in several standard works, but mention may be made 
of one or two details of steam-raising specially applicable to collieries. 

Utilisation of Waste Heat from Coke Ovens. —A very important 
source of economy lies in the generation of steam by means of the gases 
driven off from coal during the process of its conversion into coke. 

There are two chief classes of coke oven : ( i ) Ovens of the beehive type, 
in which no attempt is made to take out the by-products, and (2) distil- 
ling ovens or closed chambers externally fired, the gases from which are 
treated by various processes to extract the by-products, and then used to 
assist in the distilling process, afterwards being taken to the boilers. 

It follows, therefore, that a range of beehive ovens will give off waste 
gas of greater heating power than a similar range of distilling or by-product 
ovens. 

It has been stated * that a range of sixty by-product ovens (30 feet 
long X 6 feet high x 2 feet 6 inches wide) may be supposed to be capable 
of heating about five Lancashire boilers (8 feet in diameter), the steam 
pressure being about 120 lbs. per square inch. 

Where good water is available for boiler-feeding purposes, water-tube 
boilers of the Babcock & Wilcox and Stirling type are often used. 

Burning of Inferior Fuel. — Another important saving, which is 
now being effected at many collieries, is the raising of steam from very 
inferior fuel, which would otherwise not only be wasted but might become 
a source of danger and annoyance when tipped into a pit-hill, owing to the 
liability of spontaneous combustion. 

The pickings from the coal belts, the settlings from water used in coal- 
washers, carbonaceous shale, coke dust, &c., can all be utilised in this way. 

* Transactions Inst, Af. E. , xiii. 324. 

F 2 
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One means of doing this is by applying forced draught to the ordinary 
Lancashire boiler, and putting the grate-bars very clos6 together or dispens- 
ing with them altogether. This has been done with varying success, one 
difficulty in the way being that, owing to the fine nature of the fuel, a 
considerable proportion is blown over the grate • into the chimney without 
being burnt, and, as the combustible matter has a lower specific gravity 
than the refuse, the most valuable part of the fuel is wasted. 

Another drawback to the use of very low-grade fuels in Lancashire 
boilers lies in the limited grate surface ; owing to the lower calorific value 
of the fuel, a very much greater quantity has to be dealt with in the same 
time if the steam is to be kept up, and this is a very difficult thing to do. 

Meldrutn's Refuse Destructor. — The successful solution of the 
problem seems to have been arrived at by the use of refuse destructors 
similar to those for town refuse. These have (i) a very large grate area ; 
(2) a combustion chamber which acts as a receptacle for the incombustible 
dust, which would otherwise tend to choke up the boiler flues. 

The construction is very simple, and will be gathered from fig. 48. It 
consists of a large fire-grate fitted with forced draught, at the back of which 
is the combustion chamber, from which a flue leads to the boiler. 

This arrangement has been adopted at Houghton Main Colliery for 
burning coke-breeze and coal-pickings. 

The plant consists of two cells or furnaces, each having 50 square feet 
of grate area. The gases are used to fire two Lancashire boilers, each 
7 feet 6 inches diameter and 30 feet long. Owing to the forced draught, a 
small chimney only is required 60 feet high x 4 feet 6 inches diameter. 
The quantity of steam used in the jets is from 10 to 12 per cent, of the 
total evaporation. 

The following particulars of tests on a Meldrum destructor fired with 
pit refuse from Houghton Main Colliery will be interesting as giving an 
idea of the performance of the furnaces : — 

Grate area 63 square feet 

Size of boiler 8 feet x 30 feet 



Dale of Test 


. 1 June 4, 1931 


June 4, 1901 


June 4, 1091 


Class of fuel used 


( Half coke- dust, ) 
• half pickings i 


Pickings 


Coke-dust 


Weight burnt per hour 


2,828 lbs. 


4,080 lbs. 


2,716 lbs. 


Weight burnt per sq. ft. grale 


44-8 lbs. 


647 lbs. 


43 I lbs. 


Water evaporated per hour 


7,490 Ihs. 


11,587 lbs. 


6,730 lbs. 


Water evaporated per lb. fuel 


2-65 lbs. 


2 -84 lbs. 


2 48 Ihs. 


Average steam pressure 


140 lbs. 


100 lbs. 


100 lbs. 


Temperature feed water . 


90' K. 


90° F. 


90° F. 


Percentage of incombustible 


50 per cent. 


73 f)er cent. 


38-8 per cent. 



H igh-pressure Steam 

steam are — (i) that it reduces 



. — The advantages of using high-pressure 
the size of steam-pipes and engines ; (2) that 



UTILISATION OF WASTE HEAT 

more work is got out of the same weight of steam. These economies are 
secured by a. very small increase in the amount of fuel used. Thus, the 
number of British thermal units required to convert i lb. of water at ; r 2° to 




Steam at zia" (atmospheric pressure) is 966 ; while to convert it to steam 
1. per square inch absolute, only needs an additional ^y^ B.T.U. 
Iteam-turbines,— Thesu are dealt with in Chaptej- IV. 
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Steam-engines. — The choice of a suitable steam-engine is governed 
to a certain extent by the pressure of steam available, and also by the 
amount of work to be done, and may be one of the following types : — 

Single-cylinder horizontal (or vertical) high-speed engine, for direct 
driving. 

Single-cylinder horizontal (or vertical) slow-speed engine, with a rope or 
belt drive. 

Two-cylinder coupled horizontal (or vertical) high-speed engine, for 
direct driving. 

Two-cylinder coupled horizontal slow-speed engine, with a rope or belt 
drive. 

Compound horizontal high-speed engine, for direct driving. 

Compound horizontal slow-speed engine, with a rope or belt drive. 

Compound vertical high-speed engine, for direct driving. 

Triple-expansion vertical high-speed engine, for direct driving. 

All these may, if the conditions are suitable, be made condensing. 

Sing^le-cylinder Eng^ines. — Where the steam pressure is low, say 
50 lbs. to the square inch or under, and the horse-power required is under 
50 E.H.P., the most economical engine would be of this type, steam being 
admitted into the cylinder for one-third of the stroke, and exhausting into 
a condenser at about atmospheric pressure. 

For higher powers coupled engines would be preferred, the reason for 
this being that, with a single engine, the difference between the maximum 
twisting moment on the shaft and the minimum twisting moment on the 
shaft is much greater than in a coupled engine in which the cranks are at 
right angles, thus the fly-wheel and other moving parts of a coupled engine 
can be made much lighter. 

Compound Engines. — VVith higher steam pressures, from 60 to 
1 20 lbs. per square mch, greater economy is secured by expanding the steam 
in two stages, and smoother working by avoiding the extreme differences of 
pressure in one cylinder. There is abundant experience to prove that, 
given a sufficiently high initial pressure and sufficient speed of working, a 
compound or a triple-expansion engine consumes less steam than a simple 
engine. One of the explanations that have been given is as follows : — 

The temperature of steam (saturated, />., not superheated) varies directly 
as the pressure, so that if a single cylinder was used with a very early cut- 
off the range of temperature in the cylinder would be very great, varying 
from 327*9° F. (with steam at 100 lbs. per square inch absolute) down to 
228° F. (assuming steam exhausting into condenser at 20 lbs. per square 
inch absolute),^ and the incoming steam at high temperature coming in 

' The temperature in the condenser would, of course, be much lower than this, and 
the temperature of the cylinder during exhaust would, no doubt, nearly correspond to 
that of the condenser. 



COMPOUND ENGINES 

contact with the cold cylinder sides would produce a great loss i 
qrlinder condensation. By expanding in two or more cylinders this 
iriatioii is avoided and cylinder condensation largely prevented. Cor 





funding is not good in all circumstances. Superheated steam is a great 

source of economy, because it does away with cylinder condensation. 

H^h-speed or Slow-speed Engines.— By using a high-speed 
homonul or vertical engine coupled direct to the dynamo shaft without 
: intervention of gearing, ropes, or belts, as shown in fig. 49, a higher 
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1 

g the powaH 



■efficiency can be obtained, as there is ro loss in transmitting t 
from the steam-engine to the dynamo. 

An additional advantage possessed by high-speed engines is a saving in 
space and consequent cheapening of engine-house, foundations, fi;c. 

The disadvantage, however, of coupling direct is that, in case of vatj-ing 
loads, such as are common in coSliery practice, when at one time coal-cuitet^ 
may be thrown on and at another haulage or pumping, great strains are 
thrown on to the working parts, which in a bell- or rope-driven plant would 
to a large extent be borne by the ropes. 

It is said by the makers of high-speed engines that the losses from 
cooling in the cylinder are reduced owing to the shorter intervals between 
the steam admissions. High-speed engines usually revolve from 350 
revolutions in the larger size engines of 500 B.H.P. and upwards up to 
550 or 600 revolutions in smaller engines. 

Vertical or Horizontal Engines. — The chief advantage of a 
vertical over a horizontal engine is the saving in floor space ; and for 
central stations situated in towns, where the price of land is very high, this 
becomes a matter of great importance. In colliery installations, however, 
this rarely carries great weight, although it might be necessary, in pulling 
down a plant in the same engine-house with other engines, to adopt the 
vertical type, if space was limited and extension impossible. 

Vertical engines are not so accessible for oiling, examination, and 
repairs as horizontal engines, and owing to their having a short stroke they 
generally run at a higher number of revolutions than horizontal engines. 

Gas-engines are frequently used for driving electric generators, and 
exactly the same considerations that might lead an engineer to adopt gas- 
engines for other purposes would lead him to adopt them for electric 
generating. The gas-engine is, however, specially adapted for a central 
electric plant, because one of the objections to an ordinary gas-engine is 
difficulty in starting, and a central electric plant would work day and night ; 
therefore the question arises. Does a gas-engine work more economically 
than a steam-engine? 'i'his, however, cannot be discussed here ; suffice it 
to say that in many places gas-engines are used. It has been said by many 
engineers that gas-engines are not suitable for driving alterna ling-current 
generators in parallel, and, indeed, there are several reasons which sub- 
stantiate this statement. It may, however, be said that some makers of 
gas-engines are prepared to undertake the erection of a plant with alter- 
nating-current generators working in parallel, whilst other makers are not 
prepared to accept the responsibility, (ias-engines driving continuous- 
current dynamos are at work in parallel, and tliere is no reason why any 
number of gas-engines and continuous-current generators should not work 
in parallel. The question of periodicity and of running in step does n 
se with continuous current. It is only necessary that each t 



ich generates 
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should produce current at such a voltage that it will pass from the generator 
into the main. In some places gas-engines are driven with the waste gases 
from blast-furnaces. There is an enormous amount of power available in 
the gas which escapes from the top of a blast-furnace which can be more 
economically used in gas-engines than by being burnt under a steam boiler. 

Oil-engines. — ^The same remarks apply to oil-engines that apply to 
gas-engines. They are very suitable for driving electric generators, and 
there are places where oil is the cheapest fuel available. Oil-engines have 
almost reached a state of perfection, and now use oil with great economy. 

Rope or Belt Drive. — The engine may be coupled to the dynamo 
either by a belt of leather, cotton, indiarubber, &c., or by a number of 
cotton driving-rof)es. The relative merits are a matter of circumstance 
and convenience. One advantage certainly possessed by a rope drive is that 
there is less chance of a breakdown, as the ropes would break singly, 
whilst a belt breaking might cause a serious accident. 

Rope- or belt-driving requires a considerable distance between the 
driver and driven pulleys, as the necessary friction is got not so much by 
putting tension on, as by the weight of the ropes themselves. For this 
reason it is usual to make the bottom side the driving side and the top the 
slack side, as this increases the arc of contact between the rope and the 
pulleys and gives greater resistance to slipping. The sjjeed of belts and 
ropes is governed by the tension put on them by centrifugal force, and 
should not be more than 4,000 or 4,500 feet per minute. 

Horse-power Transmitted by Belts.— The table on the next page 
shows the I.H.P. transmitted by double leather belting running at various 
speeds. 

Horse-power Transmitted by Ropes.— The power which ropes 
will transmit depends, of course, upon their number and speed, and can 
be calculated from the following formula : — 

Multiply the square of the diameter of rope in inches by the velocity in 
feet per minute and divide by 300 ; the result will be the power which may 
safely be transmitted by one rope. The number of ropes should be at 
least one more than actually required, so as to allow for changing, &c. 

Colliery Installations. — The most usual type of engine at a colliery 
is the horizontal long-stroke engine running at a moderately slow speed 
and driving the dynamo through the medium of ropes, and such an 
arrangement, while perhaps not so economical as some which could be 
adopted, gives good results, and is a type to which the colliery engineer is 
accustomed. For very large powers, however, it seems probable that 
direct-acting engines or turbines will in the future be much more largely 
employed than hitherto. The large direct-driving and reciprocating engine 
is coupled to a large dynamo and revolves at a moderate number of revo- 
lutions per minute, so the difficulties of excessive speed are avoided. 
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Economical Generation of Electric Power.— The question of 

the relative efficiency of the various systems of transmitting power will be 
gone into at some length in Chapter VIII., but the economical generation 
of that power is of great importance and deserving of equal consideration. 

The question of colliery consumption has received great attention at 
the hands of colliery managers and mining engineers in recent years, and 
modern collieries have been equipped with the most economical of steam 
raising and using plant. 

In a recent paper in the ' Transactions of the Institution of Mining 
Engineers,' ^ Mr. J. A. Longden gives the following particulars of colliery 
consumption, which will be useful for purposes of comparison : — 



CoUlery 


Annual Output 


Coal Consumed 


Depth of Pits 




Tons 


Tons 


Per cent. 


Feet 


No. I 


200,000 


6,400 


3*2 


390 


No. 2 


300,000 


9,000 


30 


630 


No. 3 


200,000 


7,000 3*5 


780 


No. 4 


200,000 


10,000 5*o 


450 


No. 5 


1 100,000 


10,000 


10 'O 


480 


, No. 6 


300,000 


22,500 


7*5 


600 


No. 7 


400,000 


21,200 


5-3 


1,500 


No. 8 


150,000 


10,500 


7-0 


2,000 



No. 5 pit is heavily watered in proportion to its output, raising 30,000 
gallons per hour from the full depth of the pit. No. 6 pit has also a good 
deal of water, raising 15,000 gallons per hour. The economies effected in 
steam generation are by the use of high-pressure steam up to 160 lbs. per 
square inch, economisers to heat the feed water, employment of Lancashire 
boilers, use of mechanical stokers and forced draught, efficient covering of 
boilers and steam pipes. The economies effected in the use of steam are 
by a high degree of expansion, compound and triple expansion engines, 
condensers, super-heating. 

Mechanical Efficiency of Plant.— With an electrical plant which 
is supplied with steam from independent boilers, it is an easy matter to 
arrive at the consumption of steam and fuel per E.H.P. per hour. The 
voltage and amperes at the terminals of the dynamo are measured,* then 

E.H.P. = Z?!.^-^4?^P^^^-^, and by measuring the quantity of feed water 

746 

supplied to the boiler to keep a constant height of water as seen in the 

gauge-glass, and by weighing the fuel used, the result is arrived at by a 

simple-division sum. 

Supposing the engine to be a compound condensing horizontal engine 

• Vol. xvi., 1898-^, p. 366. 

' If alternating currents are used a watt-meter is required to measure the electric 
power. 
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driving the dynamo through ropes, the steam consumption per I.H.P. (in 
a good engine) should be about 15 to 25 lbs. per hour ; if the steam con- 
sumption per E.H.P., as found above, comes to a high figure, such as 
50 lbs. per hour, it shows a great loss, and the object of the engineer should 
be to discover where this loss takes place. 

The Steam-engine Indicator. — The indicated horse-power of the 
engine can be found by means of the indicator, which gives diagrams of 
the work being done during a stroke. Diagrams are taken both at the 
back and front ends of the cylinder at frequent intervals during the test, the 
revolutions of the engine being noted by a counter. • 

The average pressure during the stroke is found by dividing the area 
of the indicator diagram by its length, and multiplying by the scale of the 
spring. Then 

i.h.p. = =lZlAn. 

33,000 

where P = the mean effective pressure in lbs. per square inch. 

L = the length of the stroke in feet. 
A = the area of the cylinder in square inches. 
N = the number of revolutions per minute. 

In a compound engine, of course, both high- and low-pressure 
cylinders are indicated, the total LH.P. being the sum of the I.H.P. of 
each cylinder. 

We are now in a position to find the steam consumption per I.H.P. per 
hour, and it may be that the loss is chiefly taking place in the steam- 
engine. A high steam consumption may be caused by defective or badly 
set valves, leaky pistons, &c., or it may be due to condensation or leakages 
in the steam-pipes from the boiler. 

The loss due to condensation or priming should be found by collecting 
the condensed steam from the pipes. Leakages in the pipes would be 
self-evident. 

A careful study of the indicator diagram will give a great deal of 
information as to the setting of valves, &c. 

Brake Horse-power. — The brake horse-power represents the power 
available for useful work obtained by deducting from the I.H.P. the power 
necessary to drive the engine without its load. By means of a friction 
brake on the fly-wheel or driving-wheel of the engine the B.H.P. can be 
measured. The details and arrangement of a friction brake (or absorption 
dynamometer) will be seen in fig. 50, the B.H.P. being calculated as 
follows : — 

B.H.P. = I^JLMYLU^, 

33,000 
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where 



r is the radius in feet of the fly-wheel or pulley and rope 

together. 
N is the number of revolutions per minute. 
W is the weight hung on the brake in lbs. 
w is the reading of the spring balance in lbs. 

IP = 3*1416, or approximately 



22 

7 



If the B.H.P. is abnormally low when compared with the I.H.P., it 
shows that the friction of the engine is too great, which may be due to 
inefficient lubrication or improper design or adjustment of working parts, 
such as stuffing-boxes, guides, bearings, &c. 

P'iG. 50. 




I' 



tHeigMt 



Friction Brake or Dynamometer. 



Full Load and Light Load. — The plant works most economically 
at full load, because then the proportion of work done in overcoming the 
friction of the engine is a much smaller percentage of the total power pro- 
duced. The steam consumption per I.H.P. is also much greater at Idw 
loads, the losses in the cylinder, leakages of valves, pistons, c^c, being about 
the same as when running at high loads. 

Tests of Plants. — The following series of tests have been supplied 
by Messrs. Ernest Scott & Mountain on plants erected by them : — 

I. Test of Plant for the Birkenhead Electricity Works.— 

11'" v: 21" 
Combined plant, consisting of one "* „ central-valve compound 



ID 



vertical engine (condensing), and 36" x 18" four- pole generator. March 
22, 1902. 
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Full Load. — ^Water consumption per hour, 3,725 lbs. 



^ . ,273 amperes) 

Average electrical output durmg water-test = I . ,. r 

Water per E.H.P. = 18*55 ^^s. per hour. 
Water per I.H.P. = 16*20 lbs. per hour. 



( 201-3 

1e.h.p. 



Indicator cards taken during water-test :- 



Diagram area 
length 
scale 
Average mean ef- 
fective pressure, 
lbs. per sq. in. . 



High Pressure. 
Top. Bottom. 

1 55 17 



Low Pressure. 



>> 



}i 



275 

1 
T2xr 



709 



// 



99 



»> 



Diagram area 
length 
scale 
Average mean ef- 
fective pressure, 
lbs. per sq. in. . 



Top. Bottom. 

I '2 1*4 

2-8 

1 

185 



I.H.P. in h.-p. cylinder, less I.H.P. on rod = 123 — 27 = 120*3 

I, » 1-p. » n » ,1 » = III - o*7 = 1 10*3 

Net collective I.H.P. = 230*6 

E.H.P. when cards were taken = i^^^ amperesi ^^^ 

1 550 volts ) 

Combined efficiency, 86*7 per cent. 

Pressure at stop>-valve, 156 lbs. per sq. in. Steam-pipe pressure (engine 
side of governor valve) =122 lbs. per sq. in. Vacuum, 23*5". 
Piston rods, 2§" diameter. 
Speed of engine, 346 revolutions per minute. 
Three-quarter Load. — Water consumption per hour, 2,992 lbs. 



Average E.H.P. during water- test = 



I 203*9 amperes 
1 254*0 volts 



1515 E.H.P. 



Water per E.H.P. = 19*8 lbs. per hour. 
Water per I.H.P. = 17*1 lbs. per hour. 

Indicator cards taken during water-test : — 



High Pressure. 


Low Pressure. 


Top. Bottom. 


Top. Bottom. 


Diagram area . 115 1*23 


' Diagram area . 10 0*99 


„ length . 2*75" 


„ length . 2*8" 


„ scale . 12 (J 


„ scale . -^^ 


M.E.P. . . 505 5363 


M.E.P. . 143 14*14 


Average M.E.P., \ ^^.^^ 
lbs. per sq. in. . > 


Average M.E.P.,) 

ii_ 14*22 
lbs. per sq. m. . » 
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I.H.P. in h.-p. cylinder less I.H.P. on rod = 91 — 2*25 = 8875 I.H.P. 
l.-p. „ » ». „ = 867 — 0-55 = 86-15 » 

Net collective I.H.P. = 174*90 

E.H.P. when cards were taken = f204amperes| 

1 552 volts ) ^ ^ 

Combined efficiency, 86*3 per cent 

Pressure at stop-valve = 154 lbs. per sq. in. Steam-pipe pressure 
(engine side of governor valve) = 82 lbs. per sq. in. Vacuum = 2y;^". 

Piston-rods, 2f" diameter. 

Speed of engine = 347 revolutions per minute. 

Twenty-five per Cent. Overload. — Water consumption per hour, 

4,588 lbs. 

( 342*5 amperes) 
Average E.H.P. during water-test = j-^j.^ ^^1^5 ) 243'4 E.H.P. 

Water per E.H.P. = 18*9 lbs. per hour. 
Water per I.H.P. = 16 7 lbs. per hour. 

Indicator cards taken during water-test : — 



High Pressure. 


Low Pressure. 


Top. Bottom. 


Top. Bottom 


Diagram area . 18 1-95 


; Diagram area . 17 1-45 


length . 275" 


length . 2-8" 


„ scale . yjjy 


,, scale . -^-f^ 


M.E.P. . . 783 85-0 


M.E.P. . . 24*3 207 


Average M.E.P.,) g^.^ 
lbs. per sq. in. . ) 


i Average M.E.P., l 
I lbs. per sq. in. . ) 



I.H.P. in h.-p. cylinder, less I.H.P. on rod = 142 — 31 == 138*9 
„ l.-p. » )» n „ = 136 — 0-8 = 135-2 

Net collective I.H.P. = 2741 

T^TTT^u J ^1 1 34 1 amperes 1 

E.H.P. when cards were taken = n*'^ / r 2425. 

1 531 volts ) ^ 

Combined efficiency, 8865 per cent. 

Pressure at stop valve, 157 lbs. per sq. in. Steam-pipe pressure 
(engine side of governor valve) =139 lbs. per sq. in. Vacuum = 22*9". 
Piston rods, 2|" diameter. 
Speed of engine, 346 revolutions per minute. 
2. Test of Plant for Nettlefolds (Limited).— Combined plant, 

consisting of a ^- ,-^ C.V. engine, and 39" x 13" six-pole dynamo. 
January 10, 1902. 
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Full Load. — Water consumption per hour, 6,8 1 1*2 lbs. 

Average electrical output during water-test = ] '° }^ r ^ ^, ^ 
^ i^ 6 1 230 volts ) E.H.P. 

Water consumption per E.H.P. = 25*3 lbs. per hour. 
Water consumption per I.H.P. = 22*3 lbs. per hour. 

Indicator cards : — 

High-pressure Cylinder. 

Scale, 1 J^. Mean area, 1*97 square inch. 

Length, 3*3 inches. 

Average M.E.P., 71*6 lbs. per square inch. 

Fig. 51. 




High-pressure Cylinder. Scale jJ^. 
Low-pressure Cylinder. 

Scale, ti\. Mean area, '93 square inch. 

Length, 3*2 inches. 

Average M.E.P., i7'6 lbs. per square inch. 

Fig. 52. 




Low-pressure Cylinder. Scale -L. ^ 

Piston rods, 3 inches diameter. 

Mean net area of h.-p. cylinder = 119-16 square inches. 

„ „ „ l.-P- » =411-95 M 

Revolutions, 320 per minute. 

High-pressure cylinder, 12. J inches diameter. Low-pressure cylinder, 
23 inches diameter. Stroke, 12 inches. 
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TT- U T TJ T> 71*6 X 640 X II916 ^Ar.,^ 

High-pressure I.H.P. = ' — = 105 39 

33>ooo 

T T Tj D '7*6 X 4ii'95 X 640 ,,^.,^ 
Low-pressure LH.P. = ' ^ .^^ — ^-= 14044 

33>ooo 
Collective I.H.P. = 305 83. 

(870 amperes) 268'23 
Electrical output when cards were taken = , 1 E H P 

Combined efficiency, 877 per cent. 

3. Test of Plant for the South Durham Coal Company.— The 

plant consists of — 

One horizontal long-stroke compound engine capable of developing 
440 I.H.P., of the following dimensions : — 

• Diameter of high-pressure cylinder 18 inches 

Diameter of low-pressure cylinder • 30 » 

Length of stroke 40 » 

Revolutions per minute .80 

Steam pressure per square inch . . .100 lbs. 

The engine is fitted with automatic expansion gear to both cylinders, 
and fitted with rope fly-wheel 16 feet diameter, grooved for fourteen ropes 
i?j inch diameter. 

The dynamo is of Scott & Mountain's six-pole type constructed for the 
following output : — 

Total output in watts 220,000 

Current in amperes 400 

Volts at terminals . 550 

Approximate revolutions per minute 400 

Test made Februar>' 28, 1902. 

Constant quantities : Boiler pressure, 90 lbs. per square inch ; stop 
valve, 86 lbs. per square inch ; revolutions, 90 per minute ; piston rods, 
3 J inches diameter. 

Indicator cards : Six sets of cards were taken at intervals of ten 
minutes. The first set taken were as follows : — 

I ligh-pressure Engine, 
liack end. Front end. 

Area in square inches .1*2 1-4 

Length in inches .... 3*5 

M.E.P. per square inch . 34*25 40*0 

Average M.E.P 37'i2 
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Fig. 53. 



\ 




Indicator Diagram from High-pressure Engine. Scalb yfe* 
P'ront end cards, full lines ; back end, dotted lines. 



Ix)w-pressure Engine. 



Area in square inches 
Length in inches 
M.E.P. per square inch 
Average M.E.I*. 



Back end. Front end. 
o'9 I '2 . 

3-875 
372 496 

4'34 



Fig. 54. 




Indicator Diagram from Low-pressure Engine. Scale ^ 
Front end cards, full lines ; back end, dotted lines. 

High-pressure I.H.P., less I.H.P. on rod = 172 — 2*98 = 169*02 
Low-pressure I.H.P., less I.H.P. on ro(i= 62 — 0*37 = 61*63 

Net collective I.H.P. = 230*65 

The average of the six sets of cards was 22753 I.H.P., out of which 
23 I.H.P. was utilised for other purposes, which leaves a net I.H.P. avail- 
able for driving the engine and dynamos of 204*53. 

Average E.H.P. at dynamo terminals . 
Combined efficiency .... 
Lbs. of coal used per I.H.P. per hour . 
Lbs. of water used per I.H.P. per hour 
Lbs. of coal used per E.H.P. per hour 
Lbs. of water used per E.H.P. per hour 



140 

68*5 per cent. 

3*67 
29*8 

5 3 
44-5 



It will be seen that the engine and dynamo were working* at less than 
half-load, which accounts for the comparatively high fuel and steam con- 
sumption. It is the intention at some future date to put down an 
additional pump and also to drive hauling machinery and coal cutters. 
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Rope-driven Plant with High Efficiency.— The liest results 
which Messrs. Ernest ScoH & Mountain have obtained so far from a rope- 
driven plant are as follows :— 

Single-cylinder engine wiih trip expansion gear, cylinder 19^ inches by 
40 inches, running at eighty-one revolutions per minute, fly-wheel 16 fee 
diameter, driving by twelve ropes i)| inch diameter. 

Average area of cards (each end of cylinder) = i-2^ sf^uare inches. 

Length of card, 3I ; scale of indicator spring, ,. 

375 
_ 33"'5 X 298-64 X 40 X 



Mean pressure = 



= 33 f> lbs. 



I.H.P.= 



X33- 



Voltage during test, 501 
E.H.P.= 5°°^ 



' " ' = 1641. 
inip^res during test, 2 1 
- = 1407 E.H.P. 



Combined eflSciency ' 



,1407x1 
164-2 



= 85-6 per cent. 



Fi|^. 55 shows the jilant referrcil ii 

Arrangement of Engine-house, Engines, Dynamos, &c^ 
In a large installation, where everything is done by electricity, except 
perhaps the winding, it is advisable to split up the toul power to be 
generated into units, so as to lessen the risk of a breakdown and con- 
sequent stoppage of the colliery. Especially is it important where venti- 
lating machinery is driven by a motor, the stoppage of which might 
occasion serious accident. This practice, of course, reduces the efficiency 
of the installation, but present economy must always be sacrificed to safety. 

The steam-pipe connections of these various units to the boilers must 
also be carefully designed, and divided as far as possible into sections, so 
that the bursting of one pipe would not necessarily stop all the engines; 
a good practice would be to duplicate the steam-pipe connections. 

Spare Plant in Case of Emergency. —The provision of an extra 
unit would reliuve the engineer from a great deal of anxiety. With regard 
to the ventilating fan, the motor to drive this should certainly be kept in 
duplicate, just as is the case when driving by a steam-engine. Spare 
armatures should be kept for all continuous- current dynamos and motors. 

Facility for Examination and Repair of Plant— It is of great 
importance that the plant should not be cramped up, and in the case of a 
large installation an electric travelling overhead crane is of great use in 
handling the armatures, pistons, &c. 

The dynamos and motors, when rope or bell driven, are very often 
placed on sliding rails, which enables the stretch of the bell or ropes to be 
taken up if required w^ 
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CHAPTER IV 

THE STEAM-TURBINE 
Parsons Turbine — De Laval Turbine. 

In the ordinary steam-engine the power of the steam is made to give 
a reciprocating movement to the piston, which is converted into rotary 
motion by means of the connecting-rod and crank. Thus, at the end of 
each stroke the direction of motion is reversed, and consequently high 
speeds can only be maintained in engines of especially good construction 
and especially good lubrication. 

The steam-turbine is a rotary engine. There is no reciprocating 
motion, and the speed that can be attained is practically unlimited. 
There are two principal varieties of steam-turbine in use in this country — 
namely, Parsons' and De LavaPs, the former being first placed on the 
market in the year 1884, and the latter on the English market in the 
year 1900. 

Parsons Steam-turbine. 

On referring to fig. 56 it will be seen that on the turbine shaft are three 
barrels of increasing diameter, a, b, c, with rings of projecting blades on 
their circumference. These barrels are enclosed in a cylindrical casting, 
on the inside of which is another series of blades. The rings of blades on 
the case nearly touch the barrels on the shaft, and the rings of blades on 
the shaft lie between those on the case and nearly touch the case. Fig. 5 7 
is a view of a turbine with the cover removed, showing the rings of blades 
on the barrel. 

It will be noticed that there are three dummy barrels, d, e, and f (fig. 
56), also fixed on the turbine shaft. These correspond in size to the 
barrels, a, b, and c, and communicate with them by passages in the casting. 
By this means the pressure is equalised in both directions and end thrust 
is prevented. The steam is admitted through a double-beat valve, h, and, 
entering the cylinder at j, passes first through a ring of fixed blades and is 
projected in a rotational direction upon the succeeding ring of blades on 
the barrel, imparting to them a rotational force. The diameters of the 
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The duration of the sleam admission is controlled by means of a 
goremor, which regulates the height of the end of the lever. The number 
of gusts varies from i in 15 revolutions of the turbine shaft to 1 in 30. 
The speed of the turbine may be from a, 000 to 6,000 revolutions a minute, 
a common speed being 3,000 revolutions. When used for dynamo 
driving the armature is coupled direct to the motor shaft by means of a 
flexible coupling. Fig. 58 is from a photograph of a 300-k.w. turbo- 
alternator. Similar machines are being supplied to Denaby Main Colliery. 

Steam Consumption of the Parsons Turbine.— When first 
brought out the turbine was popularly supposed to be very vrasleful in 
steam, but long experience and improvements in the design have made 
it a very formidable competitor with the high-class modern condensing 
engine. The larger si^es are naturally more economical than the smaller 
ones, and although for colliery work such a large size as a r, 000- kilowatt 
steam turbine will probably seldom be met with, the following test is 
interesting. The machines tested were two 1,000- kilowatt steam-turbines 
for the new electric station of the city of Elberfeld, and a series of tests 
were made under the normal load, an overload of about ao per cent., three- 
quarter load, haif-load, and a quarter-load. The steam consumption per 
kilowatt per hour when working at normal load was 20-15 '^^' i overload 
of about 20 per cent., 1943 lbs. : three-quarter load, 22"3i lbs. ; half-load, 
25'2 lbs. ; quarter load, 33"76 lbs. It will be borne in mind that a kil 

watt is 1,000 watts = - ss 1-34 E.H.F. (see page 9.) 
740 

AVhile a colliery installation might for a very large concern require 
between 1,500 and 2,000 h.p., it would be divided up into a number ot 
smaller units, say 350 or 300 h.p. 

The following tests ' of two aoo-kilowatt continuous-current lurbi 
dynamos show the steam consumption in the smaller sizes 
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It will be noticed in the above lest that in two cases the steam ws** 
super-heated. This has the effect of lessening the steam consumption, for 




' Triali af Stiam-tiiTbints foe Dih'iitg DyHames, by llie Hi:.". Chas. Parsons and 
C G. Sloney : Inletnaliona! EngincerinE Congress, Seplcmbtr 190]. 




INSTALLATION OF PARSONS TURBINES 



e same reasons that would apply in other engines, and also by lessening. 
the friction in the steam passages. 

Size and Weight of Parsons Turbine Dynamos. — The fol- 
lowing table gives approximately the dimensions and weight of various 
azes of turbine dynamos ; — 



i 



Sis of Turbo in 
KUowatU 


1Sli^^\? 


L.r,glh 


Width 


H=,h. 


1 


SO 

no 
300 
1,000 


4.000 
3.500 
3.000 


F(. in. 
IS 6 

It 6 

21 6 

37 


¥,. in. 

2 S 

3 6 

1 I 


5 8 
7 

6 
9 6 


79' 

"34 

270 
930 



Installation of Turbine Dynamos at Aclcton Hall Colliery. 
-Although these tnachines are largely employed for central station 
'4dectrical plants, with some exceptions they have only recently been 
introduced to colliery work. One of the first installations in this country 
was at the Ackton Hall Colliery, Fealherstone, where the plant has been 
running very successfully for the last eight or nine years. The origirial 
installation is described in the ' Proceedings of the Institution of Mining 
Engineers.' ' 

'It consists of two Parsons zoo E.H.P. steam-turbines and dynamos 
working at 500 volts pressure and running at 3,000 revolutions per minute. 
The steam enters the turbine from a pipe 3 inches in diameter, and is 
admitted in periodic blasts, one in every fifteen revolutions of the turbine. 
The plant when originally installed was not condensing, and the makers 
gtiaranteed a water consumption per E.H.P. per hour of not more than 
39 lbs. The complete machine measures 17 feet long by 3 feet wide, 
and no foundations are needed, the machine simply resting on india- 
rubber mats.' 

Since the above paper was written several more turbines have been put 
down, taking the place of ordinary steam-engines, and the installation now 
consists of the following : — 

Three continuous-current dynamos, each of 200 E.H.P. capacity at 
500 volts : one 200 E.H.P. turbo- alternator, three-phase at 350 volts, with a 
periodicity of 42 per second ; two continuous-current turbo-dynamos, each 
of 57 E,H,P. at 210 volts ; and one 4.00 E.H.P. continuous-current tuibo- 
dynamo at 500 volts. 



■The Use of Electricity at Acklon Hall Colliery,' by H. St. John Diimfoid a 
ulyn Holiday ; Transaclieni Insliluie Mining Engineers, xiii. 232. 
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The De Laval Steam-turbine. 

This is somewhat different in principle from the Parsons, and is more"' 
closely allied to the ordinary water-turbine. Fig. 51J shows a sectional Tie* 




Sbction and Plan of ao M.r. Dk Laval Tukbink Motor. 



DE LAVAL TURBINE 

and plan of a 20 h.p. steam-turbine motor. The admission -steam enters 
the turbine after havini^ passed the stop-valve, a, of the machine. This stop- 
valve is mounted direct on the inlet flange of the governor- valve case. 
Before the steam enters this valve it is passed through a strainer of wire 
gauze, c, which prevents any dust getting into the turbine case. In the 
};ovemor- valve, n, which is regulated by the renlrifugal governor of the 




turbine, the steam is throttled, so that only the amount which is required 
for driving the turbine at the loid for the moment can enter the turbine 



The high-pressure steam jmsses into the chamber, e, where it is dis- 
tributed to a number of steam nozzles, which are placed at an angle of 20° 
to the \-anes of the turbine wheel. The numbt.T of noz/.les varies from 
one to twelve, according to the size of the machine. 'I"he passages in the 
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nozzles are conical, the object being to make the steam expand as it passes 
through, and so give to it a very high velocity. The kinetic energy of this 
jet of steam is taken up in the buckets of the turbine wheel, against which 
the steam is blown, so imparting a rotary motion to the wheeL After 
doing its work the steam passes into the chamber, o (fig. 59), and through 
the exhaust opening, n. 

The nozzles previously referred to are all provided with valves, so 
that some can be shut when the turbine is running below its normal 
load. 

Fig. 60 shows the turbine wheel with its vanes or buckets. 

The following table shows the speeds of the turbine wheels in various 
sizes of turbine : ^ — 



Size of Turbine 


Middle Diameter of Wheel 


Revolutions per 
Miuute 


Peripheral Speed 










Feet per Second 


Sh.p. 


100 mm. 


4 in. 


30,000 


515 


15 » 


150 .. 


6 )i 


24,000 


617 


30 .. 


225 »» 


8|,, 


20,000 


774 


50 „ 


300 „ 


iif,, 


16,400 


846 


100 ,, 


500 „ 


19! M 


I3»«» 


1,115 


300 ,, 


760 „ 


30 .. 


10.600 


1,378 



It will be seen that the turbine shaft revolves at a very high speed, but 
owing to the small diameter of the revolving turbine wheel there is no 
practical difficulty in designing wheels of sufficient strength ; moreover, 
the turbine wheel is entirely enclosed, which renders the machine quite 
safe. 

The speed of the turbine wheel is reduced in the machine by means of 
double helical gearing. In the smaller sizes up to 30 h.p., the pinion on 
the turbine shaft works with one gearing wheel, in the larger sizes there 
are two gearing wheels. Fig. 61 shows a 100 h.p. turbine dynamo ; it will 
be seen that there are two armatures, each coupled to a large gear-wheel, 
while the turbine is coupled to a pinion which works between them. The 
speed of the dynamo shafts in a 150 h.p. turbine is 1,050 revolutions per 
minute. The armatures of the dynamo are directly connected to these 
main shafts. The speed of the machine is regulated by a centrifugal 
governor. 

The turbine is condensing ; any form of condenser may be used. 



* Paper read Inrforo the I-,eeds Association of Engineers by Mr. Konrad Andersson, 
January 25. 1900. 
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Steam Consumption of the De Laval Steam-turbine. 



Size of Machine 



50 h.p. tur- 
bine dynamo, 
test made in 
April 1895 



Pressure ■ 
of Admis- ' 
sion Steam 

1 

Lbs. per 
sq. in. 



Vacuum 



No. of ! 
Nozzles 



E.H.P. 



-I ("3-8 
, J11V8 

1 



93*9 
74 -o 



300 h.p. tur- 
bine motor, 
test made iii 
December 
1899 



1927 
1963 
196*3 
190*6 
196*3 

213*3 





open 


Inches of 




Mercury 




26*3 


6 


26*3 


5 


26*9 


4 


27*5 


3 


~ 


1 
1 

1 



Lbs. of Steam 

per E.H.P. 

per Hour 



Remarks 

I 



50*05 
4079 

2534 
12*87 



24*3 
24*8 

275 

32-0 



Work for con- 
densing is in- 
cluded 



27 \1 


7 


27*6 


6 


27*6 


4 


27*8 


3 


28*1 


2 


28*5 


I 



B.H.P. 



307*8 
259*0 
175*0 

123-3 

75*2 
3»*9 



Lbs. of Steam 

per B.H.P. 

per Hour 



13-9 

14*5 

14-3 
147 

17*0 

21*3 



Work for con- 
densing is not 
included 



The following table gives approximately the dimensions and weights 
of various sizes of De Laval turbine d3mamos : — 



No. of 
Watts 


B.H.P. 


Revolutions 
per Minute 


Weight 


Length 


Space occupied 


1 


Width 

» 


Height 


I3»200 

33.000 

66,000 

100,000 


20 

50 
100 

150 


2,000 
1,500 
1,050 
1,050 


Cwt. Ihs. 
19 
63 

142 75 

157 53 


Ft. in. 

6 

7 3 

10 3 

11 1 


Ft. in. 
2 I 

4 oi 

5 6 

i 5 I 


Ft. in. 

3 2 

4 I 

5 2 
4 8 

1 



Advantages of the Steam-turbine.— The chief use of the steam- 
turbine in this country has been found in direct driving of dynamos. It 
has so far not been found practicable to take power off the motor shaft by 
means of a belt or ropes, as this would introduce a side pull on the 
turbine shaft and cause great trouble with the bearings.' 

Among the advantages of using the turbine for the generation of 
electricity are the following : — 

1. A great saving in floor space, and consequent cheapening of 
engine-house. 

2. Heavy foundations are not found necessar)*, owing to the freedom 
of the machine from vibration. It has been found possible, indeed, to 
entirely dispense with foundation bolts. 



* Power may Ix: taken, however, from the second motion shaf), either by belt or 
ropes. 
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3. There is no rubbing action in the cylinder, consequently no oil is 
-inployed except in the bearings, and this should reduce the amount of 
>il in the exhaust steam. 

4. The steam consumption under colliery conditions, where the same 
I^ee of perfection cannot be attained as in electrical generating stations, 
nil usually be somewhat higher than a first-class compound condensing 
ngine, but the saving arising from Nos. i to 3, and the absence of the 
ifficulties attending reciprocating engines summed up in the word 
nocking, will undoubtedly more than balance any extra cost on this 
:count. 
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CHAPTER V 

DISTRIBUTION OF ELECTRICAL ENERGY 
Various Systems : Series ; Parallel ; Two-phase ; Three-phase. 

This is a subject of great importance, and one that requires careful fore- 
thought in planning any new system of supplying electricity to either lamps 
or electro-motors. There are a number of systems of distribution, each 
possessing advantages which another one does not, and these will now be 
considered. 

Series System. — This is represented diagrammatically in fig. 62, 
where all the lamps, l l, are in simple series with one another and with 
the generator, g. This is a constant-current system, the E.M.F. of g being 
made to vary proportionally to the number of lamps, l, alight. The system 
is almost entirely restricted to arc-lamp lighting, though there is another 

Fii;. 62. 

o. — o — o- 




0)C 



^ " -^ 



— o 0*= a- 

Series System. 

system with which such lamps are used. The current is, of course, the 
same at all parts of the circuit, being equal to that taken by any lamp which 
varies from 10 to 12 or 15 amperes. Hence, though the insulation must be 
good on account of the high voltages (up to 3,500) often used, the section 
of copper, and therefore the amount of copper sunk, in this system is 
small. The system is only used for direct current at high pressure. 

Two-wire Parallel System. — This is shown in fig. 63, and 
consists of two mains, running all the way from the generator, g, to where 
the power is required. The lamps, l, and motors, m, are connected across 
the mains where required, and are said to be in parallel with one another 
across those mains. In this system the voltage between the mains is approxi- 
mately constant everywhere ; but the current develop>ed is equal to the sum 
of all the currents taken by the separate lamps and motors, and therefore in 
a large system this amounts to a great quantity, and will require a large 
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amount of copper to be sunk in the mains, unless the pressure across them 
is considerable. This at the present day would be either about 100 or 200 
volts where there is much lighting to be done, but in the case of a circuit 
where motors formed the chief load the voltage would be higher. If the 
voltage is 200, we could employ 200-volt motors and either 2oO'Volt 

Fig. 63. 
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T\v(».\viRK Parallel System. 

glow-lamps or connect two 100- volt glow-lamps in series across the mains, 
as shown at a, when, if one of the two fails, the other will go out also. 
These could also represent arc lamps of the 100- volt enclosed type, two 
being in series across the 200-volt mains ; or, lastly, 200-volt enclosed arc 
lamps could be used, but this is not to be recommended. This system is 
widely used for both direct and single-phase alternating currents. 

Three-wire Parallel System.— This is shown in fig. 64, in which 

Fig. 64. 
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Three -WIRE Parallel System. 



there are two similar generators, Gj o.^, connected in series, and three dis- 
tributing mains running from them as shown. The middle wire and one ou/€r 
main form one section, and the middle wire and other outer main the other 
section. Lamps are connected across the two sections in such a way that, 
as nearly as possible, the same number shall be alight at the same moment 
If equality were always exact, the middle wire (c) might be very small 
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and not even connected to the junction of Gi g^. It is, however, usual to 
make c one-half the section of a or ^, as there is generally a want of balance 
of at least lo per cent, in a well and carefully planned system, though 
often far m^pre. In the remote contingency of aii the lamps, &c, being 
out on section a c, say, then c would have to carry the current for 
section cb — in fact, the same as b, A motor, m, would be placed across 
the outers, a by so as to avoid throwing out the balance when switched on and 
off and affecting the voltage on the lamps. The advantage of the three-wire 
over the two-wire system lies in the increased voltage, for, suppose o ^ g.j each 
gives 200 volts, that between a and b equals 400 volts, and we may regard 
the two sections as being in series. Hence, twice the power can be trans- 
mitted for the same current in the three-wire than was possible in the two- 
wire system with only a small percentage increase of copper laid out, due 
to the extra main. This system is applicable to both direct and single- 
phase alternating currents, for both of which it is widely used. In the 
latter, however, a single static transformer takes the place of o, g._. ; the 
primary being connected by two mains to the alternator, the secondary 
being in two halves, each of which feeds one of the two sections. The 
total power delivered equals the sum of the two powers given to the two 
sections. 

Two-phase Four-wire System. — This is shown in fig. 65, the pair 

of mains, a and by going to Phase I. and the other pair to Phase II. All 

KiG. 65. 
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Two-PHASK Four- WIRE System. 



four mains are the same size, and the voltages across I. and across II. are 
equal. Lamps, l, are connected as shown, and, of course, a two-phase 
motor, M, would be connected to all four mains. The total power trans- 
mitted equals the sum of that in the two sections or Phases I. and II. 

Two-phase Three-wire System.— This is shown in fig. 66 ; two 
mains, one from each phase, are connected together, as at j, to form a single 
third main, by which \%\/ 2 times the sectional area of either a ox r, because 
it has to carry >/ 2 times greater current. The voltage between a and 
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c will be y/T times that between a and d and between d and r. This 
arrangement is generally used for transmission only, usually at high pressure, 
as the amount of copper required is only 85 per cent, of that needed in 
fig. 65 for the same power transmitted and the same maximum voltage 
between wires. 



Fig. 66. 
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Two-PHASE Thrkewire System. 



Three-phase System. — This requires three mains of equal section, 
and if the load is one of lamps only, the power delivered in such a system 
is equal to >/^ x amperes in one main x voltage between two mains ; pro- 
viding, of course, the three sections are equally loaded. In this system 
only 75 per cent, of copper is required in the main, as compared with the 
two-wire single-phase or four-wire two-phase system for equal power trans- 
mitted and equal drop of voltage and pressure at the lamps. 

The two-phase system is easier to regulate than the three-phase when 
lamps and motors . are combined, but for motors only the three-phase 
system is the best and simplest to regulate. In this latter system the three 
wires can be run side by side as one cable, or can be separated to any 
distance required to suit convenience. In the workings of a mine three 
separated mains might be better, for if a fall occurred and one was broken, 
the other two mains might escape. If all three were bound together 
in one cable, all might be damaged by a fall of the roofing. In cases 
where current for lighting and power purposes is taken from the same 
circuit, switching a motor into or out of circuit may affect the voltage, and 
therefore the brilliancy, of the lamps burning on the circuit. This is 
certain to occur except when the mains are of ample cross-section or only 
small motors are being switched on or off, or except when the distributing 
mains are * fed,' as it is termed, at frequent intervals by separate mains, 
called feeders, which run from the same or a similar dynamo in the 
generating station direc/ to xSxt. feeding poinfs. 
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CHAPTER VI 

STARTING AND STOPPING ELECTRICAL GENERATORS 

AND MOTORS 

Generators — Motors — Switchboard — Starting Resistance — Switches — Anti-Sparking Oil 
and Enclosed Switches — Lightning Arresters — Fuses — Magnetic Cut-outs — Ampere- 
meter, Voltmeter, Wattmeter, Electricity-meter. 

Generators. — We will assume that the first start is in contemplation, 
and that the connections between generator and switchboard are correct. 

The first thing should be to see that the oiling arrangements are in 
working order, and the brushes adjusted to a suitable pressure on the com- 
mutator or collecting rings. This should be as light as is compatible with 
a good rubbing contact. The main current switches {vide page 109) being 
open — />., not making contact — start up the generator by the engine to 
the rated speed ; then in the case of alternators switch on the exciting 
current and adjiLst its strength, by means of the rheostat in series with the 
field coils, so as to give the required voltage for the circuits. If now these 
last-named have shown a good insulation resistance, close the main-circuit 
switches, when the current will be available in the various circuits. Should 
the exciter or direct-current dynamo, usually driven by the alternator, 
not excite itself, as is often the case with new machines, the switch in the 
exciting circuit should be opened, and the field coils should be disconnected 
from the armature and connected to a source of direct current in such a 
way that they are temporarily magnetised, so as to develop the right 
polarity. The current being cut off after a minute or so, they are 
re-connected in their proper place, when usually there is no further diffi- 
culty in getting them to excite on closing the exciting-circuit switch. 
Almost any small direct current will serve to create some residual 
magnetism after it is cut off, ard it is on this that the building-up^ as it is 
termed, or self-exciting, of direct-current machines depends. The same 
remarks apply as to starting up direct-current generators, except that in 
starting up they usually excite themselves. If not, apply the preceding 
method of getting them to do so. In no case should a generator be 
switched into circuit until it is generating the required voltage for that 
circuit as indicated on the voltmeter on the switchboard, and in direct- 
current machines this can be obtained by either speed variation or by 
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Motors. — When installing electro-motors in a mine, especially a damp 
mine, it is often found beneficial to thoroughly dry the motor by baking it 
in an oven at some suitable temperature, say 60° or 70° C. above that of 
the air, before installing in the mine. This operation thoroughly dries the 
insulation of all the copper circuits, and seems to prevent the absorption 
of moisture in it afterwards. In the experience of the au\:hors several 
motors not so treated have given trouble fr'om their insulation breaking 
down, while those baked in the above manner Have given no trouble in 
this respect at all. 

Fic. 68. 
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Indiiati's cable connections to dynamo 6* circuits 
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In starting a direct-current motor, assuming that all connections are 
correct, the first point is to sec that the oiling arrangements are in good 
working order, and that the starting resistance is ///// /// ; for suddenly 
switching the current on to the machine with no or very little resistance in 
series with its armature would not only cause a heavy nish of current, 
which would blow the protecting fuse, but might damage the armature con- 
ductors. The switch may next be c/osed and the starting resistance 
gradually cut out until the motor is left working on thr mains by itself. As 
load is put on, the speed, if it falls, can be raised by wcakcnirtg the field of 
the machine— /.<*., by increasing the resistance in series with the field-coils. 

In stopping motors the resistance in the main rheostat should always 
be inserted to the full before breaking the main switch. There are, how- 
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: switch rheostats which combine these two operations 
one and the a: 

Switchboards. — These are enamelled slabs of slate, marble, or other 
insulating mali-rial, to which are fixed all the necessary appliances, such as 
measuring instruments, switches, ciiE-outs, and rheostats, for regulating and 
controlling the supply of the electric current. Figs. 67 and 68 show the 
general view and diagram of connections of a main switchboard made by 
the General Electric Company for the parallel running of two dynamos. At 
I the top (fig. 67 1 are two ammeters and two voltmeters of the Stanley type 
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[page no). Underneath the left-hand instruments is a Stanley automatic 
minimum cut-out. Lower siill is a three-pole Peel switch with double-pole 
fusible cut-out terminal underneath, and at the bottom a 13-point shunt- 
ilating switch. This ts the dynamo panel. The circuit panel, on the 
;ht, contains the am- and volt-meter, two double-pole switches with fuse 
il-outs. Combining another similar pair of panels with that of fig. 67, we 
obtain four, of which fig. 68 is the diagrammatic sketch. There are, of 
course, very much larger and more elaborately-equipped main switchboards, 
but this description will serve our purpose sufficiently well. 

Motor-stai^ing: Rheostats. — These are apphances for starting up 
a motor tn full speed by the adjustment of the resistance in circuit with- 
out fear of injurmg it, and at the same time for immediately switching it 
lUtomatically out of circuit should the field of the motor cease to act or 
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the supply of current be cut off. Fig. 69 shows one tj'pe made 
General Electric Com|)any, London. It consists of a slate panel, 
are fixed the multiple-way contact blocks, which are connected to 
adjusted resistance coils of bare high-resistance wire. To start the 
when connected to this starting resistance, the contact lever is slowly 
round clock-wise over the contact blocks, thus cutting out 




pulled 
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Kuid 71 show respectively a single- and a double-pole liquid switch. Rt- 
ferring to the former, it consists of a grooved sector, provided wilh a 
handle, and pivoted on a horizontal spindle supported by the framework 
shown. A flexible cord hangs from the sector, and is capable of raising or 
lowering a contact immersed in oil, or other suitable liquid, contained in a 
%-essel the lower part of which supports a fixed contact piece. The con- 
tact between the fixed and movable blocks or pieces is therefore made or 
broken in the liquid, and, therefore, the spark is immediately extinguished, 




nd can never gel to the surrounding gas. The form of liquid switch 
lustrated is made by Messrs. Ernest Scott & Mountain, of NewcasUe-on- 
[ T^ne. Kig. 71 shows the double-polu form of similar construction, and 
fig. 72 another variety of liquid switch, both made by Messrs, Scott &: 
Mountain. In this latter, by turning the hand-wheel at the top, the 
central plate is lowered on to the bottom of the outer case containing 
liquid, which completes the circuit ; the moving ]wrt moves along insulat- 
ing guides and cannot touch the case, and so forms one pole of the switch. 
In the case of enclosed switches the containing- box must be as air-tight 
[ possible, and be capable of withstanding the explosion of its contents 
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,islu«- speed that it is cooled by the wires below burning point before it 
gets outside ; but if the gau^e is covered up for three-quarters of its area, 
the flame would be forced through the remaining part. The thickness of 
ihe ft-ire gauite is about .'„ inch, and that is the length of the passage ; 
the width of the passage is about J„ ini^h. If the passage is made i inch 
long it would have fifty times the cooling effect ; but if it is a slot instead 
of a pipe it would have only one-half the cooling effect ; thus a slot 
1 inch X .',j inch in section x i inch long would probably be twenty-five 
times as effective for cooling as one hole in the gauze of a safety-lamp. 

Lig:htning Arresters.— Thest are appliances which are inserted in 
the circuit of an overhead main lo protect the main and machines, &c., 
connected with it, from fusion due to discharge.^ of lightning- 
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They are important adjuncts, as the line wires are liable to be struck at 
any moment when laid above ground, or if there is any electrical disturbance 
Iieavy disi'harges may take place along the wire, even without an actual 
flash. There are several well-known forms, and amongst them we may take 
the Thomson-Houston magnetic blow-out arrester. This consists of an 
electro- mag net terminating at its upper end in two upright metal horns, 
which curve away upwards from each other. The lightning on striking the 
line connected to one horn leaps across the short air gup between the lower 
ends of these horns, thereby causing the live current to flow to earth through 
the electro- magnet, one end of the coil of which is connected to the other 
horn. This, becoming magnetised, blows the arc across the horns higher 
le gap is too long for the arc to exist, when it goes out. 



s form of ai 



n deal quickly with any number of 
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discharges, which is an advantage. In addition to lightning airesteis, 
lightning conductors should be fitted to the posts or other e 
ployed to support the electric overhead wire ; these conductors being 
simply wires making good contact with the earth at the foot of the pos:, 
and projecting some ii inches or more above the top of it. 

Cut-outs. — These are de\-ices for protecting the circuits and machinery 
from abnormal overload currents, which, if they did not actually fuse or burn 
up the machines or mains, would ruin the insulation of them, and might 
set fire to the premises in which they were placed. Fig. 73 shows one ly|>e 
of double-pole 'cutout' known as the 'Champion,' and supplied by the 
General Electric Company, London. It consists, as seen, of a porcelain or 
china moulding, carrying four terminals, to the bases of which (not visible) 
are fixed metal cups, or thimbles, for soldering the main cables into. The 




two mains are cut, the ends of one being soldered lo the two terminal cups 
on one side of the raised ridge, and the ends of the other lo the pair on the 
other side. A piece of wire, made usually of nearly pure tin, which melts at 
a low temperature, is clamped under the nuts of each pair of terminals, and 
the china cover fixed, as seen in fig. 74. The gauge of fuse wire is so 
chosen that it melts on the current attaining a certain known strength, and 
cuts the current off. It is called ' double pole,' because a fuse is inserted 
in each main. There are many other forms of cut-outs, but space will not 
permit of their description. 

Magnetic Cut-outs. — ^'I'hese are cut-outs either by themselves or 
in combination with switches, which work solely by the electro- magnetic 
efiect of the current, and not by the heating effect, as just instanced. The 
electro -magnetic cut-out switch is so arranged that when thecunenl attains 
a certain strength a trigger is rtk-ased by the electro- magnet, and causes 




many different forms, but all work on principles which depend on one or 
other of the properties of an electric current (vide page 3) — viz., the ekctro- 
magnelU, tlectro-statu, (hemiral, and thermal properties. But, whatever the 
principle on which they work, they may be classified as follows r — 

Ammeters for measuring the current in a circuit. 

\'oltmelers tor measuring the voltage across a circuit. 

Wattmeters for measuring the power given to a circuit. 

Electricity- meters for measuring the energy given to a circuit. 

We will now briefly consider each of these in turn. Ammeters and 
leters of the electro -magnetic type differ merely in the winding of the 
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actuating coil, so that we will confine ourselves to describing simply one 
well-known form of this type— the Stanley— made by the General Electric 
Company, London. 

Fig- 77 shows the back view of a voltmeter, with case removed. 
The bobbin at the top is wound with a large number of turns of fine silk- 
covered copper wire, and is connected in series with a large resistance 
made of fine wire of a special alloy, which alters its resistance ven,- little 
with slight change of temperature, and wound on the two porcelain 
bobbins or frames shown below it. The form of this is such as to allow 
the heat generated by the current in the wire to escape easily. The 




extremities of this combination are connected to the two terminals of the 
instrument. The ammeter of this make only contains the top bobbin, now- 
wound with thick copper wire for carrying the main currents. In all coses 
the internal opening in the bobbin contains a piece of soft iron carried on 
a light spindle, suitably pivoted in jewelled centres, and carrying the 
pointer, not seen in fig. 77. When a current flows through the coil the 
T becomes a powerful field, which alters the position of the iron 
needle, thereby causing the pointer to take a certain position on the scale 
cora-sponding to the known measured current or voltage. Figs. 78 and 
79 respectively show a vohmeler and ammeter of this make complete. 

Another type of instrument widely used nowadays, though more expen- 
sive, is that known as the moving coil permanent magnet ammeler 
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ELECTRICAL MEASURINC, INSTRUMENTS 

voLtinvter. In these the scale is graduated in equal divisions throughout, 
i the pointer immediately lakes its position corresponding to any altered 
voltage without swinging to and fro a few times either side of it. 
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This is an advantage when a current or voltage has to be measured which 
fluctuates. Some of the different makes of the type of instrument described 
above are provided with damping devices to bring the pointer quickly to 
rest. Such instruments are called *dead beat.' 

A Wattmeter is a combination of an ammeter and voltmeter, which 
by the deflection of its pointer shows at a glance the power in watts given 
to the circuit. It consists of a fine wire (volt) coil pivoted close to a fixed 
thick wire (current) coil, the latter connected in series with one of the mains, 
the former across them. The action of one on the other causes the 
moving fine wire coil to deflect by an amount proportional to the watts 
given to the circuit in which it is placed. 

Electricity-meters are instruments having continuously moving parts, 
by means of which the total amount of power supplied in a given time is 
recorded on dials like those of a gas-meter. Space will not permit of a 
further description of such instruments here, but a detailed description of 
all the many forms of the various types of am-, volt-, watt-, and electricity- 
meters used in this country and abroad will be found in Parr's * Electrical 
Engineering Measuring Instruments,' to which the reader is referred for 
further information. 
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CHAPTER VII 

ELECTRIC CABLES, ETC 

Klectric Cables — Varieties of Cable Construction — Size of Cable for a given Current — 
Details of Conductors — Aerial Cable — Insulators — Carrying Cable down Shaft, and 
in Underground Workings. 

The selection of a substance to act as a conductor of the electric current 
is largely governed by the resistance which it offers to the passage of that 
current. 

The resistance offered by a conductor may be likened to the resistance 
to the air current in the passages of a mine — />., it varies directly as the 
length and inversely as the sectional area,^ and just as the coefficient of 
friction (or resistance for unit area and unit rubbing surface) in a mine 
varies with the nature of the roads, so the specific resistance (which is the 
resistance for unit length and unit area) of a conductor varies with the 
material of which it is composed. 

The specific resistance of a substance is the resistance of a length of 
I centimetre with an area of i square centimetre at a temperature of 
0° C. (32** F.). The specific resistance varies directly with the tempera- 
ture, but in ordinary ranges of temperature this variation is not very large. 
The resistance of pure copper rises with the temperature '238 per cent, per 
degree F. or -428 per cent, per degree C* 

Specific Resistance of Metals. 
Name Specific Resistance in Microhms 

Silver annealed i '468 



Silver hardidrawn . 
Copper annealed 
Copper hard-drawn 
Aluminium annealed 
Zinc annealed 
Iron annealed 
Tin annealed 
Lead annealed 
Mercury liquid 

' This applies to all conductors built up of small wires 
when sections of copper of } inch diameter are reached, 
alternating currents, a slight percentage to be deducted ; 
deduction becomes more important. 

* Electrical Engineering Testings by G. D. A. Parr. 



but in 



I '620 
1-561 
1*621 
2-665 

5751 
9-065 

13-048 

20-38 

94-07 

the case of solid bars, 



there is, when dealing with 
over I inch diameter, the 
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Having given the specific resistance of a conductor, we can find the total 
resistance for a given length and area because 

rr. * 1 • ^ • . . length in centimetres x specific resistance 
Total resistance m microhms = — ^ . £— — ^ 

area m square centimetres 
I microhm = T ooio enr ohm 

I foot = 30*4799 centimetres 

I square inch = 6*4516 square centimetres. 
Then 

Total resistance in microhms = length in feet x 30:47.99 x specific resistance 

area in square inches x 6*4516 

and total resistance in ohms = !g"gthin.feet x 304799 x specific resistance 

area in square inches x 6*4516 x 1,000,000 

_ length in feet x specific resistance x '000004724 

area in square inches 

The material usually employed for conductors is copper, although under 
certain conditions other metals, such as iron and aluminium, are employed, 
chiefly in overhead or aerial lines. If we consider the following table — 





Specific Resistance 


Specific Gravity 


Copper . 


. 1-561 


8*889 


Aluminium 


. 2*665 


2*67 


Iron 


• 9065 


7*80 



— we see that for equal lengths to offer the same resistance to the passage of a 

current the area of an aluminium cable would have to be --5 or 1*7 times 

1*561 

the area of a copper cable, and an iron cable .°, , or 5 *8 times the area, 

I ''T X 2 '6'7 

while the aluminium cable would be - '^ ' =0*51 times the weight, 

8*889 

and the iron cable ■ q,qJ- = 5'i times the weight of the copper cable. 

8*889 

The present price of copper cables uninsulated is about lod. per lb., 
while aluminium rods are 15. Sd. per lb. and iron rods id, per lb., so that, 
comparing conductors of the same conductivity, the relative cost is — 
Copper I, aluminium i, and iron 5. 

The tensile strengths are — 

Hard-drawn copper, about 58,240 lbs. per square inch. 

Hard-drawn aluminium, about 25,000 to 30,000 lbs. per square inch. 

Iron, about 89,600 lbs. per square inch. 

Owing to the great weight of an iron conductor the supporting poles would 
have to be much stronger than for a copper conductor, and owing to the 
liability to corrosion it would have to be renewed from time to time. 
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Aluminium has been used for overhead 4ines with satisfactory results, 
although a difficulty in the early application was the joining up of the 
separate lengths of wire in the line, owing to the electrolytic properties of 
aluminium when in contact with other metals. The difficulties, in joining, 
however, have been got over by using an oval aluminium tube, into which 
the two ends are clamped. 

Should the price of aluminium fall still further, it will become no doubt 
a formidable competitor of copper. 

If we consider the case of cables covered with insulating material, how- 
ever, the advantages of copper are considerable. Taking the case of three 
wires of equal conductivity, it will be seen that the relative diameters will 
be in the proportion of the square root of their areas, or copper Vi, 

aluminium n/iTt^ iron y/^'S, or as i : i'3 : 2*40, and consequently the 
cost of insulating covering would be prohibitive in the case of iron and 
would render aluminium more expensive than copper at present prices. 

In a concentric cable, however, iron has been utilised as a conductor 

by insulating the copper conductor and surrounding it with -an armouring 

of galvanised wire which acts as the return ; but this plan, though it has 

some advantages, is not now in fashion, as insulated copper returns are 

preferred. 

Sizes of Cables. — The wire of which cables are made is drawn in 
certain definite sizes or gauges, the leading cable-makers having adopted 
thi^ standard wire gauge. The sizes of wire used vary from No. o 
S-^V.G., which is "324 inch in diameter, down to No. 25 S.W.G., which 
is '02 inch in diameter. These wires are twisted into strands of 7, 19, 
3 "7 » 61, or 91 separate wires ; thus, a cable 19/13 has nineteen wires each of 
Mo. 13 S.W.G. 

Standard Wire Gauge. 



S.W.G. 


Diameter 
0-500 


Area 


S.W.G. 
II 


Diameter 


1 Area 


7/0 1 


0-196349 


o-ii6 


0*0105683 


6/0 


0-464 


0-1690931 


12 


0-I04 


0*0084949 


5/0 


0-432 


0-146574 


13 


0*092 


0066476 


4/0 


0-400 


0-1256637 


14 


o-o8o 


0*0050265 


3/0 


0372 


0-108686 


15 


0-072 


0-0040715 


2/0 


0-348 


0-0951 149 


16 


0*064 


0*0032170 





0-324 


0-0824479 


17 


0-056 


0*002463 


I 


0-300 


i 0-0706858 


18 


0-048 


0*0018096 


2 


0-276 


0-0598285 


19 


0*040 


0*0012566 


3 


0-252 


0-0498759 


20 


0036 


OOOIOI79 


4 


0-232 


00422733 


21 


0-032 


0-0008042 ! 


5 


0*212 


0-0352989 


22 


0*028 


0-0006158 1 


6 


0-192 


1 0-0289529 


23 


0024 


0*0004524 


7 


0*176 


00243285 


24 


0-022 


0-0003801 1 


8 


0-160 


0-0201062 


25 


0-020 


0*0003142 


9 


0-I44 


0-0162860 


26 


0-018 


0*0002545 ' 


10 


0-128 


0-0128680 


27 


0*0164 


0-0002II2 1 

1 
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When the size of the wire happens to be between t^'o of the gauges, 
the diameter in inches is given ; thus, 61/095 means sixty-one wires each 
•095 inch in diameter. 

Where a large cable is required it is composed of a large number of 
small wires, so as to give it greater flexibility than if a small number of 
large wires were used. 

Insulation of Cables. — The material used for insulating the cable is 
called a di-electric,^ and the best di-electrics are those which offer the 
greatest resistance to the passage of an electric current ; those most com- 
monly employed are pure rubber, vulcanised rubber, ozokerited tape, and 
paper or some other material impregnated with oil. The latter cables 
require to be enclosed in a lead casing to keep all moisture out, and they 
then possess very high insulative properties. In some cases the copper 
cable is laid in a pipe full of thick oil. When cables are insulated with 
vulcanised rubber the wires are invariably tinned to protect them from the 
action of the sulphur in the vulcanised rubber. Over the tinned wire a 
layer of pure rubber is often put before the vulcanised rubber is added. 

The thickness of the di-electric is increased as the voltage intended to 
be ca.ried is increased. For high voltages the thickness is ^ inch per 
T,ooo volts ; thus, for a cable carrying 10,000 volts there would be a paper 
covering .] inch thick all round, so that if the diameter of the copper was 
.} inch the total diameter over the paper would be i^ inch, and the lead 
pipe, say, | inch or J inch thick, makes the total thickness outside the lead 
pipe if inch to i^ inch. But for low tensions the thickness of the di- 
electric is greater in proportion ; thus, with a cable made of nineteen wires 
No. 12 gauge for a pressure up to 500 volts the thickness of vulcanised-rubber 
insulation would be ^'^ inch, and the thickness for 2,000 volts would be very 
little more. For large cables a thicker di-electric is used than for small 
cables; thus, for a cable 37/12 the thickness of di-electric for 500 volts 
is '12 inch, and for 2,000 volts '14 inch. For a cable 7/23 at 500 volts 
the thickness of vulcanised-rubber insulation is "05, and at 2,000 volts "i. 
For large cables it is now a common practice to use a paper-covered 
cable in a lead pipe for the main conductor, while for branch conductors, in 
a mine, it is common to use vulcanised-rubber insulation. 

Having decided how to insulate the cable, the next consideration is 
how to protect the insulation. In the case of indiarubber insulation, this 
is generally protected by a wrapping of tape soaked in some waterproofing 
composition, and this tape is again protected by a covering of jute fibre, 
called braid, also soaked in waterproofing composition. The cable may 
now be safely handled, and if placed in a position where it will be free 

* The term * di-electric * is, strictly speaking, used to denote the insulation separating 
the consecutive plates of an electric condenser, but it is a term popularly used in speak- 
ing of the insulation of any cable. 
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from all rough treatment and from falling water, if not overworked ii 
should last for a great many years. In answer to im^uiries, the makers 
of indiarubber-insulated cables state that, they have had them in 
work ten year? at places where they are still in perfectly good order. But 
if the cable may be subjected to rough usage, then it is common to protect 
it with an iron or steel covering. This may be in the shape of a steel 
tape wrapped round, the ateel being coaled with some waterproofing 
material, and afltrwards wrapped with jute braiding soaked in tar. In 
place of steel tape a covering of galvanised wire maybe wrapped round, 
and this is said to be stronger in resisting a blow from a pickaxe than the 
tape. In some cases the L-able is wrapped with a locked coil wire, which 
makes a very complete armour. For protection against water, india- 
rubber-covered cables are often covered with lead pipe. 

The paper-covered cables, which are always in a lead pipe (the thick- 
ness of which, for a cable 3 inches in diameter, is '185 inch), are often 
covered outside the lead wtlh a braiding of jute and tar, and then with 
an armouring of iron tape or wire. 

The cables are of the following construction :— 
I. Single cable insulated and protected as above described. 
1. Twin cables insulated as above, then placed side by side and covered 
h protecting braiding, tape, lead pipe, : 
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3. Lead. 4. Insulniion, 5. TrUngiilnr cuiijiei sn.inil. 

' 3. Three cables, either round or of flattened section (see fig. 80), each 
rately insulated, and then bound together and protected as above. 

4. Four cables, either round or of flattened section, each separately 
nilated, and then bound together and protected as above. 

5. A concentric cable with internal copper conductor, then insulating 
material, then copper wire laid in a ring of equal sectional area to the 
conductor, then insulating material, and protecting covering as above 
described (see fig, 81). 
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6. Internal copper cable, then insulation, then a ring of copper « 
then insulation, then a second ring of copper wires, then insulation,i! 
proieclive covering as before. 

In this way three conductors are obtained concenlrically. Conductors 
of this kind have been made with the centra! cablo equal to i square inch 
in section, made up of ninety-one wires each 'iia inch diameter, the two 
surrounding rings of copper being also of the same sectional area, and the 




! British Iksulatbd 1 



. I nsulition. 
6. Jme. 



total diameter outside the lead pipe being 3J inches. For use : 
each of the above varieties would sometimes be found applicable. 

When three conductors are bound together in one cable either side by 
side or concentrically, it is not necessary that each conductor should be 
equal in section to the others ; if the three-wire system is adopted, one might 
be half the size. Sometimes a small conductor is laid in the space between 
two of the larger conductors. 

The limit to the length of cable made in one piece is the size and 
weight of the drum covered with cable that can be conveniently handled. 

The lead covering above referred to is made a tight fit 10 the cable in 
the following way : The cable to be covered is drawn through a nozzle which 
fits it i over this nowle, and surrounding it, is another one of larger size, 
the space l>etw^n being equal to the intended thickness of lead ; into this 
annular nozzle, lead in a soft, half-melted state is forced by hydraulic 
pressure, the temperature not being sufficiently high to damage the insulat- 
ing material of the cable. The cable before leaving the works is tested to 
see that the insulation is perfect at the required voltage. 
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Rules for Size of Cable for a Given Current.— By Ohm's Law 

E 
C =5 ■- where C is the current in amperes, E is the E.M.F. in volts, and 

ix. 

R is the resistance in ohms ; from which we get E = OR, or the volts 

expended in sending a current of C amperes through a conductor of R 

ohms* resistance are equal to the product of the current and the resistance. 

The power as measured in watts = E x C, and the horse-power is 

E X C 
shown by the rule : h.p. = — ^. Substituting the value of E, as found 

746 
above, we get 

watts = CRxC = C2R 

^r.A u CRxC C'R 

and h.p. = — , = — , . 

746 746 

Thus the horse-power lost in the cable varies directly as the square of the 
c^drrent^ and directly as the resistance. 

This horse-power is, of course, represented by a rise in temperature of 
the cable, which fact governs the maximum loss allowable. 

With the current density at 1,000 amperes per square inch, the loss 
in voltage is approximately 2^ volts per 100 yards. With a current of 800 
^.mperes per square inch the drop is 2 volts per 100 yards. The question 
of size of cable required is also dealt with in Chapter VIH. 

The following diagram (fig. 82) is copied from one lent to the authors 

t)y Messrs. W. T, Glover & Co., electric-cable makers, and has been pre- 

I^ared by Mr. A. H. Howard. It is very interesting, because it shows at 

s^ glance the current in amperes that can be carried by a conductor of 

^ny given size between ^^j^ square inch in sectional area and i square 

inch in sectional area, at varying fall of potential per 100 yards from 

x'^ volt up to 6 volts, and it gives the rise of temperature in degrees 

Fahrenheit for a drop of voltage per 100 yards varying from i volt up to 

6 volts. 

The diagram shows graphically dimensions and fall of potential and 
approximate rise of temperature of any wire with any current. 

Directions for Using. 

The horizontal lines represent areas or sizes of wires, as shown in the 
vertical columns. 

The vertical lines represent current in amperes, as numbered at the top 
and bottom. 

The black diagonal lines represent fall of potential per 100 yards of 
single cable. 

The dotted black curves represent approximate rise of temperature of 
insulated wires in wooden casing, as ascertained by experiments in the 
Edison Laboratory. 
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If any two of the above quantities are given, the other two are found 
at a glance by the lines passing through the point of intersection of the 
two lines representing the known data. 

Example, — To run a current of 60 amperes, with a fall of potential of 
2 volts per 100 yards. Required, size of cable and rise of temperature. 

The vertical line 60 intersects the diagonal for 2 volts per 100 yards 
at a point on the horizontal line opposite '074 in the area column. The 
cable nearest in area (see following table) to this is a 7/ 11. The dotted 
curve for 10° F. is just above the point ; consequently, the rise in temperar 
ture is about 11® F. 

The following table, extracted from the list of the above-named 
makers, gives the sizes of copper wires and cables according to the 
standard gauge : — 

Details of Conductors. 
Showing Dimensions^ Capacity ^ Resistance^ and Weight, 



Size 



Diameter 



S.W.G. 



22 
21 
20 

19 
18 

17 
16 

IS 

14 

13 
12 

II 

10 

9 

8 

7 
6 

5 
4 

3 

2 

I 

I/O 

2/0 

3/0 
4/0 

5/0 
6/0 

7/0 



Inches 



•028 
•032 
•036 
•040 
•048 
•056 
•064 
•072 
•080 
•092 
'I04 
•116 
•128 
•144 
•160 
•176 
•192 
•212 
•232 
•252 
•276 
•300 

•324 
•348 
•372 
•400 

•432 
•464 
•500 



Milli. 
mfetre^ 



07112 

0-8128 

0-9144 

I -016 

1*219 

1*422 

1*626 

1-829 

2*032 

2-337 
2*642 

2*946 

3*251 

3-658 
4*064 

4*470 

4-877 

S-385 

5-893 
6*401 

I 7*010 

] 7 *620 

8*230 

! 8*839 

, 9-449 
10*16 

I 10*97 

1 11-79 
■ 12*70 



Area 



Square 
Inches 



•0006158 
*0008042 
*OOIOl8 
*OOI257 

*ooi8io 

*oo2463 

•003217 

•004072 

•005027 

•006648 

•008495 

•01057 

*oi287 

•01629 

^02011 

•02433 

•02895 

-03530 

•04227 

•04988 
•05083 

•07069 

•08745 
-095 1 1 
•1087 

•1257 

•1466 
•I69I 

•1963 



square 
Millimetres 



•3973 
•5188 

•6567 

•8109 

I -168 

1-589 
2^075 

2*627 

3243 
4-289 
5-480 
6*819 

8-303 
10*51 

12*97 

15*70 

18*68 

22*77 

27*27 

32*18 

38*60 

45*60 

53*19 
61*36 

70*13 

81*09 

94*58 

109*1 

126*6 



Standard 

Resistance at 

60° F. 



Ohms per 
1,000 Yards 



39-05 
29*90 

23*62 

19*13 

13-28 
9*762 
7-478 

5-904 
4*784 

3-617 
2*831 

2*275 

1*868 
1*476 

1-195 
•9881 

•8307 
-6813 

•5688 
•4821 

-4019 
-3402 

-2917 
-2528 

*22I2 
-I9I3 

*i640 

*I422 

-1225 



Standard Weight 



Pounds per 
z,ooo Yards 



7'120 
9*301 

11*77 

14-53 

20*93 

28*48 

37*20 

47*09 

58-13 

76*88 

98*24 

122*2 

148*8 
188*4 
232*5 
281*3 

334-7 
408*2 

4888 

576-7 
692*0 

817*6 

953-4 
1099^0 

1257^0 

14530 
1695*0 
19550 
2270*0 



Pounds 
per Mile 



1253 

16^37 
20^72 

25-58 
3683 
50*12 

65-47 
82*87 

102*3 

135-3 
172*9 

215*1 
261*9 

33«-5 
409*2 

495-1 
589-1 
718*4 
860*2 

1015*0 
218*0 

1439-0 

1678*0 

1935-0 
2212*0 
2558*0 
29830 
3441-0 
3995-0 
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Details of Conductors. 
Stujwing Dimensions^ Capacity .^ Resistance^ and Weight, 



Size 



S.W.G. 

3/25 
3/24 
3/23 
3/22 
3/21 
3/20 
3/19 
3/18 

7/25 

7/24 

7/23 
7/22 

7/214 

7/21 

7/20J 

7/20 

7/19 
7/18 

7/17 
7/16 

7/iS 
7/14 

7/13 
7/12 

7/1 1 
7/10 

7/9 
7/8 
7/6 

19/22 
19/21 
19/20 
19/19 
19/18 

19/17 
19/16 

19/15 
19/14 

«9/i3 
19 12 

19/ 1 1 
19/10 

37/20 

37/19 
37/18 

37/17 
37/16 

37/15 



Diameter of each Wire 



Effective Area — v 2., Area of 
Solid Wire having same 
Conductivity 



Standard 

Resistance at 

60" F. 



In Inches 



•020 
•022 
•024 
•028 
•032 
•036 
•040 
•048 

•020 
•022 
'O24 
•028 
•030 
•032 

•033 
•036 

'040 

•048 

•056 

•064 

•072 

•080 

•092 

•104 

•116 

•128 

•144 

•160 

•192 

•028 
•032 
•036 
•040 
•048 
•056 
•064 
•072 
•080 
•092 
•104 
•116 
•128 

•036 
•040 
•048 
•056 
•064 
•072 



In Milli- 
metres 



•5080 
•5588 
•6096 
•7112 
•8128 
•9144 
•IOI6 
•I219 

•5080 

•SS88 

•6096 
•7112 
•7620 
•8128 
•8382 

•9144 
I -016 

1-219 

1*422 

1-626 

1-829 

2-032 

2*337 
2*642 

2-946 

3-251 

3-658 
4-064 

4-877 

-7112 
-8128 
•9144 

I -016 
1-219 
1-422 
1-626 
1-829 
2-032 

2-337 
2-642 

2-946 
3-251 

•9144 
I -016 
1-219 
1-422 
1-626 
1-829 



Standard 
Weight 
per Mile 



c^..^... i«^k.. I Square Milli- 
Square Inches I ^ ^^^^ 1 



000931 I 

OOII27 

001 34 I 

001825 

002384 

003016 

003725 

005364 

002177 
002633 

003135 
004266 

004896 

005571 

005925 

007052 

008708 

01254 

01706 

02227 

02822 

03483 
04605 
05884 
07322 
08917 
1 129 

1393 
2006 

OII57 
OI510 
OI912 
02360 

03399 
04627 

06039 

07650 

09442 
1249 

1595 
1985 
2417 

03722 

04596 

06619 

09006 

1 176 

1489 



•6007 
7271 
•8651 

I-I77 

I 538 
1-946 
2-403 
3-461 

1-404 
1-699 
2-023 
2-752 

3*159 

3*594 
3-822 

4-550 
5-618 

8-090 

ii-oi 

14-37 
18-21 

22-47 

29-71 

37-96 
47-24 

57-53 
72-84 
89-97 
129-4 

7-464 

9742 

12-34 

15-23 
21-93 

29-85 
38-96 

49*35 
60-91 

80-58 

102-9 

128-1 

155-9 

24-01 
29-65 
42-70 
58-10 

75-87 
96*06 



Per 1,000 
Yards 



25-82 

21-33 

17-94 
13-18 
10-09 

7*972 

6-455 
4*482 

11*05 

9-131 
7-670 

5*636 
4-910 

4-316 
4-059 
3-410 
2-761 
1-918 
1-410 
1-080 

-8523 
•6903 

•5222 
*4o86 
-3284 
-2697 
•2131 
-1726 
-1 199 

2-079 

1-592 

1-257 

1-019 
•7074 
-5197 
-3981 
-3143 
•2547 
•1926 

-1507 

-1211 
-09949 

*646o 
•5232 

•3633 
•2670 

•2045 

•1615 



Lbs. 

19-42 

23-49 
27-96 

3805 

49-71 
62*92 

77-68 

111-8 

45*23 

54*71 
65-12 

88-63 
101-8 
115-8 
123-2 
146-6 
180-9 
260-5 

354-5 
463*1 

586-2 

723-6 

957*1 
1223-0 
1522-0 
1853-0 

2345-0 
2894-0 
4167-0 

240-8 
314-6 

398-3 
491*7 

707-9 

963-3 
1258-0 

1593-0 
1966-0 
2601-0 

3323-0 
4134-0 
5034-0 

775-8 

957-9 
1379-0 

1877 o 

2451*0 

31030 
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Details of 


CONDUCTORi 


5 — continued. 






Size 


1 

1 Diameter of each Wire 

1 


EfTective Area— viz., Area of Standard I 
Solid Wire having same Resistance at , 
Conductivity 60® F. 


Standard 

Weight 

per Mile 


S.W.G. 


' In Inches 

• 

1 

*o8o 

1 *092 
*I04 

1 


In Milli. ! 
mitres 


Square Inches 


Square Milli- 
metres 

118*6 
156*8 
200*3 


Per 1,000 ' 
Yards 

•1309 1 
*09892 

*07744 


Lhs. 


37/14 
37/13 

37/12 


2*032 ! 

2*337 
2*642 


•1838 

•2431 
•3105 


3830*0 
5066*0 
6474*0 


61/18 

61/17 

61/16 

61/15 

61/14 

61/13 

61/12 


' 048 

1 056 

*o64 

*072 

*o8o 
•092 
*I04 


1*219 
1*422 
1*626 
1*829 
2*032 

2*337 
2*642 


*io9i 
*I485 

*i939 

•2455 
•3029 

•4008 

*5I20 


70*38 
95*80 

125*1 

158*4 

195*4 
258*6 

330*3 


•2204 
•I6I9 
•1240 

•09795 
•07937 

*o6ooo 
•04697 


2274^0 
3094*0 

4042 *o 

5116*0 
6316*0 

8353*0 
10674*0 


91/14 

91/13 
91/12 

9I/II 


•080 

*092 

*I04 
*ii6 


2*032 

2*337 
2*642 

2*946 


•4519 
•5977 
•7638 
•9504 


201 ^5 

3S56 
492*8 

613*1 


•05320 
*04023 
•03148 
•02530 


9442*0 
12462*0 
15925*0 
I981I-O 



Erection of Cables, &c., on Surface. — The cables on the sur- 
face may be carried on wood or iron poles, with cross bearers at the top, 
to which insulators are attached. As there is not the same danger of 
persons coming in contact with them as when in the confined passages of 
a mine, and also not the same liability to damage, the insulation on these 
overhead cables need not be so heavy (or they may be bare), provided 
that the points where they are supported are efficiently insulated so as to 
prevent the current getting to * earth/ 

The distance apart of the supporting poles depends on the weight oi 
the cable, but by the use of a steel wire strained between the poles to 

FJG. 83. 




Cable Suspknder. 



hang the cable to, the distance between the poles may be increased. The 
cable suspenders may be made of leather, porcelain, &c. ; one form is 
shown in fig. 83.^ 



• Fawcus and Cowan's Patent. 



aErial lines 



For mining purposes in countries where there is no liability to the 
itttacks of destructive insects, &c, wood poles form the best support to the 




cable ; these should be creosoted or otherwise treated so as to preserve 

tbem. 

Fio. 85. Fig. 86. 




The method of fixing a pole is shown in fig. 84. The stay r 
are required in exposed situations ; they are not always used. 

The cable, if carried on the top of the pole, is held in a bracket as 
n fig. 85, and the top of the pole is covered with a zinc roof. 

iulators may be of brown ware or porcelain ; the latter has the 
higher insulation resistance. 

The resistance of porcelain is so high that a leakage of current cannot 
take place through it, but takes place over the surface when the latter is 
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wet or dirty. For this reason the type of insulator employed varies with 
the tension or voltage employed. 

Fig. 86 illustrates a single-shed insulator for low-tension lines. 

Fig. 87 illustrates a double-shed insulator, in which it will be seen that 
there is a much greater surface over which the electricity must leak, and, as 
this extra surface is also kept dry, it offers a greater resistance on that 
account. 

Fig. 88 shows a triple-shed insulator, and (ig. 89 shows a fluid or oil 
insulator, in which oil is placed in an annular groove to intercept the 
leakage of electricity over the surface. 

\\1iere it is not possible or desirable to carry the cable on poles, it may be 
laid down in a trough or pipe {see Callender's system, page 131). 

Distribution of Electric Current in Shafts and Workings.— 
The most common method of carrying electric current down a shaft is no 
doubt to enclose both cables side by side in a hard-wood casing, and in 
many cases this is found perfectly satisfactory. This casing need not 
be continuous, but may take the form of wooden clamps as shown in 
fig. 90. 
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Where the shaft is inclined to be wet, however, this method is open to 
serious objection owing to the insulation becoming defective. 

At the Ackton Hall Colliery the cables are suspended from the top of 
the pit without any intermediate support' 

A patent oil insulator is used, which consists {fig. 91) of an annular 
cast-iron vessel with a lug on each side, by means of which it can be 
suspended. At the bottom of the annular space is a thick ring of india- 
rabber, on which rests the support that carries the weight of the cable. 



5haft Wall 



Fig, 91. 





^^^ 




/ 




HouDAv's On. Insulator. 



The remainder of the space is filled with creosote oil, and the cable is 
held by an ordinary wrought-iron rope clamp. 

The cables suspended in this way have lieen found satisfactory. 

Owing to there being only one point of contact with the shaft, and that 
a very efficient insulator, there is no need for the cable to be heavily 
insulated, a light covering only being necessary, sufficient to prevent a 
person getting a shock by accidentally touching the cable. 

' 'Electrieilyal Ackton Hall Colliery,' by H. St. John Durnford and Roslyn Holiday; 
Transactiens Inslilulian ef Mining Engimen, itiii. 232. 
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The cost of putting in one of these cables is given by the authors of 
the paper as follows : — 

One thousand one hundred yards 19/16 1,000 megohms cable, ^^73 65.; 
two oil insulators, 12s,; four workmen, each half a day, 10s, 6d. ; one 
engineman half a day, 35. 4^/. ; total ^74 us. 

The only strain on the cable is its own weight, and at a great depth 
armouring of galvanised iron wire is employed which increases the factor 
of safety. The following tests on the strength of copper cables have been 
made for the authors by Mr. G. F. Charnock, head of the Engineering 
Department of th6 Technical College, Bradford, on samples kindly sup- 
plied by the St. Helens Cable Company, Warrington : — 

Tensile Tests of Samples of Copper Cable. 

Each cable 3 feet long, prepared with conical ends of soft metal alloy and held in 
conical dies. The area ofa6i/iio cable is about 0*58 square inch. 



s- a,'J D«^p'- s."S: «-•*» 



I '''"• ! rc»A^».„n 1-,,^ ™„™.. 1 ' ' I Broke close to bottom die, ! 

61/110 l2,oooi{S«>ft^^~«'" •»'« ™PP"l 8-04 equivalent to 13-8 tons i 

<,i,,^ -_,! f Soft-drawn armoured with 1 I ,0^0 r» 1 1 r^- 
61/110 27,100, 1 galvanised wire . . [ '878 Broke clear of die 

It was found that hard-drawn copper cables could not be tested in this 
way, as the casting on of the conical end seemed to exercise an annealing 
effect on the hard-drawn wire. Several hard-drawn wires, however, from 
a 61 /no cable, were tested separately, and the average breaking-strength 
was found to be 500 lbs., which is equivalent to a strength for hard-drawn 
copper of 23*5 tons per square inch. 

The tensile strength of soft copper varies greatly, 14 tons * per square 
inch being the usual figure for soft copper and 32 tons per square inch for 
hard-drawn copper. The elongation of soft wire is often 25 per cent., so 
that it is not employed where there is liability to great strain, the hard wire 
being then employed, which has an elongation of 2 or 3 per cent. Hard- 
drawn wire is not so flexible or easily handled as soft-drawn wire, and if 
insulated it is apt to injure the insulation if it gets kinked. Where very 
great strength is required in a conductor, therefore, an additional medium 
should be supplied, such as an iron or steel armouring. 

In the case of a deep dry shaft, where it is proposed to enclose the 
cables in wood casing, it is advisable to take the weight off the cable as 

* These figures are supplied by the Indiarubber, Guttapercha, and Telegraph Works 
Company, Limited. 
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far as possible, and this can be easily done by making the groove in a 
gentle curve at intenals (see fig. 92). 

Fic;. 92. 




V\\i<^D Casing, wuh Curved Groovk. 

Another plan, employed at the Middleton Colliery, near Leeds, is to 
fasten clams on to the cable ; the clams rest on pole insulators supported 
by two bearers, as shown in fig. 93. In a shaft 160 yards deep there are one 
set of these at the top and two at intermediate places in the shaft, and at 
the bottom the cables are secured to shackle insulators, there being no 

Fic. 93. 





Method of Suim'Ortinc Cables at Middleton Colliery. 

weight to carry at this point. The cables are not armoured, but have the 
usual insulation. 

At the St. John's Colliery (Normanton) ^ the cables in the shafts are 
lead covered, and originally hung in the shaft without other covering, but 
pieces of coal falling from the tubs punctured the lead and great leakage 
ensued, and the cables are now enclosed in wooden boxes nailed to the 
stays. At intervals of about 150 feet, a piece is scooped out of the box 
about the size of a hen's egg, and at that point a swelling is worked on 



' * Electricity at Ackton Hall Colliery' ; discussion by Mr. E. Brown. 
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llii^ cable by tape and varnish, and thus the cables are supporled and i 
arrange nient works satisfactorily. 

Another method of supporting the cable in a shaft is to tie il to in- 
sulators spaced, say, lo yards apart in the shaft, the loop of the cable being 
taken round a large insulator at the top of the shaft. 

Another method is to enclose the cables in iron pipes and run in 
melted pilch to completely fill up the space. \Vhere the cables are run in 

Fk:. 94. 
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pipes they may be supported by a clamp coniained in a box, as- shown 
in fig. cjj.' 

Carrying Cables in the Workings.— The most usual plan of 
carrying the cables in the mine is to have one on each side of the road and 
hang them loosely between ihe insulators. By this means any fall of the 
roof catching the cable would pull up the slack in the cable without 
causing a fracture. 

Fig. 95 sliows three forms of insulator \'ery commonl)' used, the cable 
being secured lo the insulator by a piece of yarn, 

Mr. Robert Hay, of .Stanton Colliery, Burion-on-Trent, has designed 
and patented the pot insulator shown in fig. 96. This is a useful form, and 
the cable is very expeditiously laid along the road. 

yig. 97 shows a method of supporting a cable by a piece of galvanised 
wire hung on to a nail. The cable in this case is a concentric one with 
a bare return, so that insulators would not be needed. 

In main roads the cables are sometimes buried where there is no 
danger of the insulation being corroded. Mr. Maurice Deacon ' carries 



s. Joiin Pavis k Sons, Derby. 
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CALLENDERS SYSTEM 



s principle b) 
E middle of the re 
employed are well armoured and waterproofed. 

The importance of covering up thi 
rtpaircd should also be realised. 



three-phase cables in a puddlcd-clay trench in 
1 engine plane in a stetp place. The cables 



i being 




Various Types 



In main roads ivhich have been driven some time, ;ind iji which all 
movement of the strata has subsided, the cables may be laid in a more 
[lermajient manner on Callendcr's system (see figs. 98 and 99). 

Earthenware, wood, ormetai troughing is used in which to lay the cable, 
which is supported al intervals on bitumenised wood bridges, and the 



Fjr.. 96. 
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then run in solid with bitumen. The cables used in connection 
*ith this system are insulated with vulcanised bitumen sheathing, and the 
'^ly conductor of electricity in the cable,is its copper core. The makers 
*^laim that it is impossible for leakage currents or stray earth return currents 
*o get to the .sheathing, as is the cise wilhia lead-covered cable. 
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The bitumen has, of course, to be melted, and this fonns a possibi 
drawback to the use of this system in the roads of a mine, although thi-r 
will no doubt be many mines where the system couU be used. 



Cast Iran 




It is convenient in a long length of cable to have it divided up into 
as by this means the testing of the cable is greatly expediietl. 




At *;ach of thesu si.'ctions the cables would bt enclosed in a gas-light junc- 
tion Iwx securely fastened. A cut-out misht also be placed in the box. 
Figs. looand loi show a thrte-way junction and fuse box made by 



Messrs. John Davis & Son, Derby ; 



1 be setnihat the cables are con- 
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Safety Cables. — From time to time various safety cables have been 
introduced, and although some of these are very ingenious, there are 
none in use at the present time, as experience in electrical transmission 
of power at collieries has shown that they are not necessar)'. A descrip- 
tion of some of these safety cables will be interesting, as no doubt the 
matter is one which often occurs to the colliery manager who is putting 
down an electrical installation. 

A safety concentric cable was introduced by Messrs. Clarke, Chapman 
& Co. in 1892 with a view to preventing an explosion, owing to the 
sparking taking place between the two ends of a cable when fractured. 

The principle on which the arrangement depends consists in conveying 
a small portion of the current in separate wires insulated from the rest of 

Fig. 102. 




Switch ^ pK. 



WZZZA 
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the conductors throughout the whole length of the cable, and of so 
arranging them that in case of an accident, such as a fall of the roof or a 
tub getting off the rails, this small cable would be most likely to get broken ; 
but as it only carries a small portion of the current there would be no 
dangerous sparking, and the result of the fracture would be immediately to 
break the circuit by means of an electro-magnetic device. 

In Atkinson's safety cable ' the current is also carried in two conductors 
insulated from each other, and in each of which is a cut-out. The outer 
one is designed to carry the larger part of the current, and the inner one 
is made of fine wire in the form of a continuous cylindrical coil^ the outer 
diameter of which is covered by insulation, and forms the core round 
which the main conductor is laid. 

The theory is that a stone falling on the cable might cut through the 
outer conductor, but the inner conductor would stretch and not break, so 
that the entire current would be passing through the small conductor, and 
would fuse its cut-out. A weight would then be released and fall on to a 
switch, closing the main circuit. 

' Electric Afofi-'g Paii'c>\ h\ Albion T. Snell. 
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generating steam-engine and dynamo is only 70 per cent., and that of the 
motor is 80 per cent, (these low efficiencies being taken to allow for 
working at small fractions of the full power on the one hand, and at 
excessive powers on the other hand, and also for loss when running 
without load), and the loss in the conductor is 5 per cent., we have the 

following result : '° x ° = ^ ; and deducting 5 per cent, of 70, or 

100 100 100 

3*5i ^vc get 52*5 per cent, of the engine-power delivered on to the 

machine. It will, however, be advisable to make further allowance for 

loss on small conductors and contingencies equal to, say, 5 per cent, of 

the engine-power, thus reducing the net efficiency to 50 per cent. The 

amount of steam, therefore, required per h.p. on the machine will be as 

SO : 100 : : 12 : 24. It would not, however, be wise to assume that the 

engine of the electric generating plant would always work at the very high 

efficiency of 12 lbs. of steam per I. H.P. ; but we might safely assume that 

the consumption would not exceed 20 lbs. per I.H.P., and at that rate the 

cost of steam power on the machine in pounds of steam per I. H.P. hour 

would be as 50 : 100 : : 20 : 40. By this means the fuel consumption 

should be brought down to, say, half or one-third of what it is with 

ordinary steam-engines and long-distance steam transmission. 

The question, however, that next arises is the extent to which electric 
motors are applicable in the case of large engines, such as winding, 
pumping, and hauling engines. We may say as a general rule that the 
electric motor is applicable to all small engines, and to large engines which 
run continuously, such as fan engines and pumping engines ; but when we 
come to hauling and winding, the advantage or otherwise of electrical 
driving requires special consideration in each case. If the haulage is done 
by endless rope or chain, it is practically continuously working for eight or 
ten hours a day at a uniform speed, and then the electric motor would be- 
eminently suitable. If the haulage is at high speeds, and continually 
starting and stopping, the advantage of the electric motor is less apparent, 
but still in most cases it might be used with economy. 

The large colliery winding-engine stands by itself, and as a general rule 
it may be said that it is not practicable in this case to substitute an electric 
motor for the steam-engine. 

These engines work up to 1,000 and even 1,500 h.p., but this high 
power is only continued for a few seconds. The cycle of work in a 
winding engine is as follows : It is started, gradually increases in speed, 
reaches its highest power, has its speed gradually reduced, and is brought 
to rest within one minute, and if it were driven from a central electric 
station the generators at that station would have to be equal to this 
sudden strain and equally sudden stoppage ; and it would probably 
pay the mining engineer better to endeavour to make the steam winding- 
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engine economical than to substitute an electric motor for it. In the case 
of small winding-plants the matter is different. A central station which 
would not be equal to supplying 1,000 h.p. at five seconds* notice might 
easily supply an extra 50 or 100 h.p. for a few seconds. It is possible 
that some day continuously working lifts may be substituted for the ordi- 
nary colliery winding-engine, and for such lifts electric transmission is 
eminently suitable. In the meantime electrical winding is done in cases 
^here there is«a central electric station of sufficient power, and a winding- 
plant has been constructed with an electric motor of 600 h.p., but this at 
present is an unusual size. 

The mine manager must always bear in mind that his electrical trans- 
mission must be justified by one of two reasons, if not by both. One is 
economy of steam power, the other is convenience or safety. For 
underground work, convenience is often of itself a sufficient reason ; for 
surface work convenience is not often a sufficient reason for adopting 
electrical transmission on a large scale. It is therefore necessary that 
economy should be proved. For this purpose, a trial estimate must be 
made of the capital outlay in each case, and then of the working costs. 
The following is an approximate estimate ^ of the cost of a high-class 
electric generating station of 2,000 h.p. Steam pressure in boilers, 180 lbs. ; 
boilers provided with super-heaters ; three compound condensing-engines, 
each of 1,000 I.H.P., providing for one engine to be stationary, ready 
for use in case of accident to either of the other two ; on each engine 
is a three-phase generator delivering current at 550 volts. The engine- 
house contains a switchboard where the various electrical currents are 
collected and distributed. 

Boilers and fittings, super-heaters, steam-pipes, dampers, and feed- £ 

pumps erected complete, say, ten boilers, eight to be at 
work at one time, at ;;^90o ...... 9,000 

Boiler-seating, flues, chimney, roof, and drains, at ^350 a boiler 3,500 

Three steam-engines, each of 1,000 I.H.P., with condensers, 
air-pumps, circulating pumps, and all necessary pipes and 
lubricating arrangements erected complete in full working 
order, at ;^4 1 05. per h.p 13,500 

lliree generators, each of 900 E.H.P., erected complete at 

j£2 los, per E.H.P. ........ 6,750 

Electric conductors, switches, switchboard, and all electrical 

appliances required for generating station . . . . 2,000 

Engine-house, engine foundations, and all buildings required 3,000 

Cooling pond .......... 2,000 

^39,750 
Or, in round figures, ^20 per I. H.P. actually at work. 

' The cost of land is not included. 
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This electric plant is to supersede a steam-distribution plant, and we 
will assume for the sake of argument that the cost of the steam pipes and 
steam motors will be about equal to the cost of the electric-distribution 
conductors and the electric motors. Assuming that the economy of steam 
by means of the electric distribution is 50 per cent., we shall require for 
the steam-distribution plant the following outlay for boilers : — 

Twenty boilers at ^^900 ...... 18,000 

Seating, chimney, and roofing for 20 boilers, at ;^35o . 7,000 

Total ;^2 5,000 

Deducting this from the outlay on the electric plant, we have an additional 
outlay for the latter of ;^i4,75o. 

Working' Costs. — i. Electric Plant, — Assuming a consumption of 
steam of 20 lbs. per LH.P. on an average of 1,500 h.p. for 10 hours a day, 
and of 800 h.p. for 14 hours a day, or a total steam consumption per diem 
of 524,000 lbs. ; assuming also that 3 lbs. of fuel will produce 20 lbs. of 
steam, we have a daily fuel consumption of 35 tons. At a colliery this fuel 
may be valued at about \s. per ton on an average ; at any other mine the 
price will be increased by the cost of conveyance from the colliery. We 
have, therefore : — 

£ s. d. 

Fuel, 35 tons at 4-y 700 

Stokers' wages, about \s. per ton of fuel . . .1150 
Engine-men, cleaners, and electrician, 405. a day .200 
Oil and sundries, say 100 

Total ..... £\\ 15 o 

The cost for the above work of 26,200 I. H.P. hours would be about \d. 
per LH.P. hour. The repairs and renewals to maintain the plant in 
perpetuity should not exceed 10 per cent, on the whole cost, or, say, 
;^3,975 a year = \d. per LH.P. hour (allowing 300 days in the year), or 
a total cost of '230^/. per LH.P. hour. 

2. Boiler Plant. — The boiler plant will use twice as much fuel, or, say, 

jQ s. d. 

Fuel, 70 tons at 43. . . . . . . 14 o o 

Stokers' wages, about \s. per ton of fuel . . 3 10 o 

Foremen o 10 o 

Total . . . . . ;^i8 o o 

— showing a difference in favour of the electric plant of £6 55. 

Taking 300 days in the year, and an economy of jQ6 $3. a day, we have 
a total saving of ;£^ 1,875 P^'' annum, which is about 1,2^ per cent, upon 
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the extra cost of the electric plant. The above is not given as an estimate 
which represents actual facts, because these will vary from day to day with 
the market price of machinery, and with many other circumstances 
applicable to each case ; thus the electric plant might be erected for a 
great deal less than the figure above given, and so also might boilers for 
the steam plant. Also the economy of fuel expected as a result of putting 
up the electric plant might be much more than 50 per cent, of the fuel 
which the steam plant would consume, and, on the other hand, it is con- 
ceivable that a steam plant might be erected and managed with such skill 
as to reduce considerably the possible economy to be gained by the 
substitution of electrical transmission. If instead of a plant of 2,000 I.H.P. 
we take any smaller or larger figure for the purposes of comparison, it will 
only be necessary to divide or multiply the above estimates, as the case 
may be. 

If, as is probable, the steam-transmission plant consumed three times 
the steam used by the high-class electric plant above indicated, then the 
capital outlay for the steam plant would be ^^37,500, the working cost per 
diem would be jQ2'j, and the daily economy by the use of electricity 
would be £2'j—jQii iss>=£is S^"> or for 300 days a total of ;^4,575. 

Description of Electrical Current. — ^Vhen erecting a central 
electric power station, after deciding on the purpose and size of the 
installation, one of the first questions that arise for determination is the 
kind of electricity, whether continuous-current or alternating-current, the 
latter being divided into single-phase, two-phase, and three-phase ; the next 
question is the voltage, or electro-motive force ; and the third question, if 
alternating current is adopted, is the periodicity, or the number of periods 
per second. 

Continuous Current. — Hitherto most installations erected for the 
purpose of generating electric current for transmission of power in 
England have used continuous current. It is also largely used in every 
country ; in fact, it is only since 1890 that alternating-current motors have 
come into favour. Previous to that date alternating currents were chiefly 
used for lighting installations, particularly for long-distance transmissions, 
partly owing to the facility for reducing or raising pressures by static trans- 
formers. Up to the year 1890 the makers and users of electric power were 
trained almost exclusively in the manufacture and use of continuous- 
current machines ; but at the present time the number of makers of 
alternating-current motors is so large that the user is free to adopt that 
system if he prefers it to continuous current. The advocates of continuous 
current claim for it certain advantages ; amongst others is the facility with 
which two (or more) motors can be worked in series if required. This is 
one of the reasons why continuous-current motors are almost exclusively 
used on tramway cars. These cars are fitted with two motors, each about 
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25 h.p. When starting a low speed is desirable, and this is produced by 
putting the motors in series, which has the effect of reducing the voltage to 
one-half. A resistance is also put in at the start ; this still further reduces 
the voltage and the speed. As the speed increases the resistance is taken 
out, until the car has reached half speed. The motors are then placed in 
parallel, the resistance being put in again until the car has nearly reached 
full speed, when the resistance is taken out. The speed of a continuous- 
current motor is proportional to the voltage, and if two motors are placed 
in series on any given circuit, the voltage on each motor is reduced to 
one-half. A reduction in speed is obtained by placing a resistance in the 
circuit, which reduces the effective voltage on the motor, but this resist- 
ance simply absorbs power and wastes it. Sometimes the voltage is 
reduced by passing the current through lamps ; but as a rule this method 
of reducing the speed is only applicable to small motors, as the nOmber of 
lamps required in any one place underground only absorbs a small amount 
of current. It is possible, but hardly ever practicable, to place three or more 
motors in series, and so still further reduce the speed. Another advantage 
of the continuous- current system is that the current from a number of 
dynamos may be taken into one distributing main without any difficulty 
arising from variations in the size and description of the dynamos or engines 
driving them, the only requisite being that each dynamo shall produce a 
voltage equal to that of the others, whereas in an alternating current instal- 
lation the various dynamos connected with one distributing main must not 
only produce current at the same voltage, but must each have the same perio- 
dicity as the others. A third advantage is that only two conductors are 
required — one for the outward and the other for the return current, whereas 
with a three-phase installation three conductors are necessary ; though it 
poes not follow that the three conductors will necessarily be more expensive 
than the two. A fourth advantage claimed for continuous current is that 
arc lamps will give a better light with this current than with an alternating 
current. 

The chief objection to continuous-current motors is found at the com- 
mutator, because here there is generally some sparking at the brushes. 
This may be very little, but a little spark would be enough to cause an 
explosion in the presence of an explosive mixture of gas and air. Various 
devices are used to remove the danger (see page 61). On the Continent, 
three-phase alternating current is often preferred to the continuous current 
in coal-mines, on account of the danger supposed to lie in the commutator. 

Alternating Current.— The ordinar>^ alternating current, which is 
single-phase, is not so suitable for general application to motors as two-phase 
or three-phase, owing to the difficulty of starting a single-phase motor under 
load. The two-phase current is considered good for motors, and is adopted 
at some important central stations, where both lighting and power are 
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required. For the purposes of lighting, the current may be taken from 
the conductors attached to one phase, and then when it is desired to 
drive a motor the current can be taken from the conductors attached to 
the two phases (see page 98). The convenience of this system has caused 
the electrical engineers of the Leeds Corporation, and also of the Sheffield 
Corporation, to adopt the two-phase system. 

The three-phase system has, however, the greatest number of advocates. 
It is considered that the torque is more uniform. In comparing three-phase 
with two-phase or single-phase, it is generally considered that the weight of 
copper in the cables in three-phase is only about three-fourths of that in 
either of the other two alternating- current systems, and that this advantage 
applies to most mining installations. It is sometimes claimed for the 
three-phase system that less copper is re(iuired in the conductors than in 
the continuous-current system. If equal virtual voltages are taken and a 
|)ower factor of 85 per cent, for the three-phase, then there is a saving by 
three-phase of nearly 12 per cent. If, however, ecjual maximum voltages are 
taken (equalising risk of breakdown of insulation between the conductors), 
the three-phase current requires 23 per cent, more copper than continuous 
current. The chief advantage claimed for three-phase in mining work is 
the absence of commutators, and consequently of sparking at the motors. 
Another advantage over continuous current which three-phase transmission 
shares with two- phase and single-phase is the facility which it offers for 
high-tension transmission. The majority of manufacturers of electrical 
machines find it easier to make alternating-current generators of 1,000 
Volts and upwards than to make generators of equal voltage on the con- 
tinuous-current system, although there are makers of continuous-current 
machines who will guarantee their dynamos up to 3,000 volts. These 
latter, however, are the exception, and most makers prefer alternating 
current for any dynamos or motors over 600 volts. High-tension currents 
— that is to say, currents exceeding 600 volts — are inconvenient for use with 
small motors, and are seldom taken into a mine, and still lower voltages 
are preferred. But when tne electric current has to be taken a long 
distance — say, exceeding three miles — a high tension is necessary in order 
to keep down the cost of conductors. If the transmission is on the surface, 
and bare conductors can be carried on poles, the economy resulting from 
the high voltage is, roughly speaking, inversely proportional to the voltage, 
because, with 10,000 volts, the current (amperes) is only one- twentieth part 
of that required with only 500 volts, and the weight of copper with 10,000 
volts is much less than one-twentieth of the weight in the 500-volt circuit. 
In fact, if the transmission is for a long distance, with the same percentage 
loss of power, the size of copper would only be one four-hundredth of that 
required for 500 volts. For short distances, however, as will be seen later, 
this additional reduction is not possible on account of the high current 
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density involved and consequent heating of the conductor. With a high 
tension more expensive insulators are required, and in other directions there 
will be increased expense. 

The high tension, however, cannot be used in the motor or lamp before 
it has been transformed to a lower tension. This can be readily done 
with a static transformer, and this is another of the advantages of the 
alternating current over the continuous current, because for the reduction 
of voltage in a continuous current a rotary transformer is necessary, which 
is much more expensive than a static transformer. The loss of power in a 
static transformer is not large, varying from 3 to 8 per cent. But taking 
into account this loss, and the cost of the transformer, it is not advisable 
to introduce high-tension currents into a mining installation unless the 
distances are very great. 

Voltage. — The voltages in common use are between, say, 50 as a 
minimum and 40,000 as a maximum. The 50 volts is suitable for the arc 
light, incandescent light, and for small motors. For an installation where 
the distance from the generator to the furthest lamp or motor did not 
exceed 300 yards, a tension of between 50 and 60 volts would be very 
suitable, unless a large power had to be transmitted. For motors of 
^ h.p. up to, say, 5 h.p., it would be very suitable. It can be applied to 
larger motors. The advantage of the low tension for lighting is that, as 
arc lamps should not be supplied with current at more than 50 volts, if the 
voltage is higher they have to be placed in series, but if only 50 volts is in 
the mains then the arc lamps can be placed in parallel, and switched on or 
off indef>endently one of the other. The 50-volt pressure is, of course, 
suitable for incandescent lamps, which are made to suit any voltage not 
exceeding 250, but a low voltage is advantageous for incandescent lamps, 
because the lower the voltage, the thicker and shorter is the carbon 
filament. 

As the distance from the generating station to the furthest motor or 
lamp increases, so must the voltage at the generating station be increased ; 
thus, at a mine where it is expected that a considerable power (say, 
40 E.H.P. and upwards) will have to be delivered for a total distance from 
generator to motor of, say, one mile, it would not be advisable to adopt a 
lower voltage than 400. If the distance were likely to be two miles, it 
would be desirable to increase the voltage to 600. If the distance is 
greater than two miles, the question becomes less simple. Assuming that 
600 volts at the motor is the highest voltage that can be conveniently used 
in or about a mine, then if a higher voltage is used there must be a trans- 
former in the vicinity of the motor to reduce the current to a convenient 
voltage. The cost of the transformer would be equal to a considerable 
cost of mains, so that, sooner than adopt a high tension and transformers, 
it might be found advisable to spend money on enlarging, or adding to. 
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the mains. For instance, a high-tension concentric cable, insulated with 

'vulcanised indiarubber, consisting of an -internal cable of thirty-seven 

oopper wires, each 15 S.W.G. (='1489 square inch) hisulated, and sur- 

x-ounded with a return cable, also of thirty-seven wires 15 S.W.Ci., and 

insulated, taped, braided, and armoured, would cost, say, ^800 a mile. A 

similar cable, of which the internal copper conductor had thirty-seven wires 

1^0. 20 gauge, having an area one-fourth that of the large cable, would 

cost about ;^4oo, allowing for a higher voltage being used and therefore a 

"higher quality of insulation, or half that of the large cable, therefore the 

«xtra cost for making the cable four times as large would be, say, ;^40o 

a mile, and if the distance was three miles the total extra cost would be 

j^ 1,200. Assuming that a current of 500 amperes per square inch of 

sectional area might be sent through this cable (37/15), the current that 

might be passed would be about 74 amperes, as its area is rather over 

\ square inch. This current (say, 74*6 amperes) multiplied by 100 volts 

would give 10 E.H.P., and by 400 volts would give 40 E.H.P. A static 

transformer, to transform an alternating current from, say, 1,600 volts to 

400 volts, and suitable for 40 E.H.P., would cost about jQ2oo^ including 

erection and chamber, showing that it would cost less money to put down 

a small high-tension cable and transformer than to put down a large cable 

to carry a low-tension current all the way. But it might easily happen that 

the question of convenience would be more important than the difference 

in the cost as above given. In some cases the high-tension system with 

transformers at every branch or motor would be convenient ; in other 

Cases a low-tension system and large cables without transformers would be 

better. All that can be done here is to indicate the method of calculating 

the cost of each system. 

When we come to distances of fiva miles and upwards there can be no 
doubt that a high-tension system should be adopted. 

Reasons for Economy of High Tension. -As stated in Chap- 
ter I., page 9, the electrical power of any current is the product of the 
volts and the amperes, and is counted in watts. One volt multiplied by 
1 ampere equals a watt, and 746 watts are equal to i E.H.P. The size of 
conductor required depends on the current, which is measured in amperes, 
and if a conductor is of suitable size for any number of amperes — say, 74 
— it does not matter what the voltage is. But if the voltage at the motor 
end of the conductor is zero, the power or horse-power will also be zero ; 
if the voltage is great, the horse-power is great ; thus, the horse-power may 
be increased to any reasonable extent without increasing the size of the 
conductor. If the conductor is carried in the air, and therefore does not 
require any insulating covering, the increase of voltage adds very little to 
the cost of the conductor, such increase of cost as there may be being 
simply due to the improvements in the insulators on the posts carrying 
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the cable, and to precautions that may be taken to prevent accidents 
through unauthorised people tampering with the cable. Thus, a cable of 
thirty-seven wires, '15 S.W.Ci., suitable for 74 amperes (at 500 amperes per 
square inch), would carry at 10 volts i h.p., at 100 volts 10 h.p., at 1,000 
volts 100 h.p., at 10,000 volts 1,000 h.p., and at 20,000 volts 2,000 h.p. 
When we come to insulated cables laid in the ground at the surface, or 
fixed to a shaft side, or laid along the passages of a mine, the advantages 
of very high tension are not so great, because the higher the tension, 
the more expensive the insulation. It is a rule that the thickness of the 
insulating material must be o\, inch for each thousand volts : thus with a 
voltage not exceeding 500 the thickness is ^V inch, and for a voltage 
exceeding 500 it is ^\ inch up to 2,000 volts for small conductors ; but 
for a conductor of thirty-seven wires, No. 1 2 S. W.O., the thickness of the 
insulation is | inch. Outside the insulation there is a thickness of tape, 
braiding, and preservative compound, and then outside that may be 
armour, made of iron wire or iron tape. Where paper- covered cables are 
used, the insulated cable is drawn into a lead pipe, and an increase in 
the thickness of the insulating material of course increases the diameter 
and cost of the lead pipe. 

The higher the tension, the greater the care in the management of the 
dynamo and the cables. This, added to the high cost of the insulation, 
the extra cost of appliances at the stations, and the high technical train- 
ing necessary in the operators for managing very high tension currents, 
so reduces the advantages of high tension that some engineers, even for a 
transmission of ten miles, would prefer 5,000 volts or lower to any higher 
tension. 

With regard to insulated cables in shafts and underground passages, 
the extra cost of insulation from that suitable for, say, 50 volts as a minimum 
up to 600 volts as a maximum is so inconsiderable that it may be practi- 
cally disregarded, and therefore the full economy of the higher tension is 
obtained within these limits. 

In considering the distance to which current can be carried through 
cable of a given size, the following rules must be borne in mind : — 

I. The loss of voltage, other things being equal, and consequently of 
power, is exactly proportional to the length of the cable, and consequently 
the loss on a three-mile circuit is three times the loss on a one-mile circuit ; 
and in calculating the loss, the length of the cables of the entire circuit 
from the generator to the motor, and back again to the generator, has to be 
calculated, except in those cases where there is an earth return. But an 
earth return is not usually admissible, therefore, if the distance from the 
generator to the motor is one mile, the length of the circuit is two miles. 

II. The loss of voltage on any given length and size of cable is propor- 
tional to the current as measured in amperes — that is to say, the drop in 
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pressure between the positive and negative mains at the generator, assuming 
that there is no resistance in the circuit other than that of the cable, will 
vary with the number of amperes, or current passing through the cable. 
Although the motor is only at a distance of one mile from the generator, 
yet the loss of effective pressure at the motor is due not only to the re- 
sistance of the mile of cable from the generator to the motor, but also the 
mile of return cable from the motor to the generator, because the pressure 
required to force the current back from the motor to the generator is 
equivalent in effect to the back pressure in the cylinder of a steam-engine. 
Thus, if we had a generator giving a current of 75 amperes (more exactly 
74'6 amperes) at 600 volts, or 60 E.H.P., and the drop in pressure in, say, 
a mile of conductor was 5 per cent or 30 volts, then if the motor was 
half a mile from the generator, the circuit therefore being one mile, the 
voltage at the motor would be 600—30, or 570. If the amount of current 
should be doubled, or 150 (149*2) amperes be sent through the same mains, 
then the loss of voltage will also be doubled, and will be 60 volts, and the 
effective pressure at the motor will be 540 volts. 

III. The loss of power on any given circuit is proportional to the 
square of the current — that is to say, with a current of 200 amperes there 
will be four times as much power lost as with a current of 100 amperes, 
because for the double current there is double the fall of voltage. 

In discussing the size of a cable for transmitting electricity, the first 
consideration is how many amperes can be carried without heating 
the conductor so as to injure the insulating material with which it is 
covered. The second consideration is how much of the power is to be 
lost or wasted in overcoming the resistance of the cable. This second 
consideration is purely commercial : the larger the cable, the more it costs ; 
the smaller the cable, the more power is wasted ; and the more power that is 
>vasted, the larger must be the engine and dynamo at the generating station 
to produce the required power at the motor. In order to see how the 
matter works out, we will take a concrete example, say, 100 E.H.P. {e,g.^ 
i86.] amperes at 400 volts) delivered to a motor two miles distant from 
the generator, the motor working 10 hours a day for 300 days. Multiplying 
loo X 10 X 300, we have 300,000 h.p. hours a year. If we value the horse- 
power delivered at id. per hour, we have 300, ooo^/. = ;;^i,25o. If we 
allow a loss of voltage of 10 per cent, of that at the motor in the circuit, 
vre shall require a cable with a sectional area in copper of '82 square inch ; a 
cable 91/12 has an area of * 7 6 square inch. The current density in this cable 
will be 245 amperes per square inch. We will value the cost of this single- 
conductor cable at £990 per mile, or, say, ;^3,96o for the circuit, and the 
cost of fixing it, including the cost of putting it down the shaft and along the 
mine, at ;^4oo, making a total of ^^4,360. The power of the generator, being 
to per cent, in excess of that of the motor, is 1 10 E.H.P., and the I. H.P. of 

L 
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the engine being, say, 25 per cent, more than the E.H. P., is 137 1. Taking 
the basis of cost given on page 137 for generator, engine, boilers, condensers, 
&c., at ;^2o per I.H.P., we have the cost of the generating station, 
137^ X 20, or ;£^2,75o. If instead of a loss of 10 percent we had a loss of 
20 per cent, in the cable, the cost of the cable would be reduced, because 
it would be one-half the size, and its price would be ;£^62o a mile, or ^2,480 
for the four-mile circuit The cost of erection would be practically the same, 
say, ;^4oo, making a total of ;^2,88o ; but the power at the generating 
station would be increased to, say, 120 E.H.P. + 25 per cent, making a total 
power of 150, which, at ^20 per I.H.P., brings the cost of the generating 
station up to ;£^3,ooo. In the first instance the drop in voltage was 10 per 
cent., and the loss in working is one-tenth of the power actually used at the 
motor. One-tenth of ;;^i,25o is jC^^S- Where the 20 per cent loss was 
sustained the loss is one-fifth of the utilised power. One-fifth of ;^i,25o is 
;£'25o. The saving by having only a 10 per cent, drop is ;£^i25 a year. If 
instead of reducing the conductor we had doubled the size, we should have 
a total cost for the cable of ;^8,32o (see Table I., Column C), instead 
of ;;^4,36o as in the first instance; the loss in transmission would be only 
5 per cent of the power at the motor ; the E.H.P. at the generator would 
be 105 ; the I.H.P. would be 131 ; and the cost of the generating station 
;^2,62o. The loss would be one-twentieth of ;£i,25o, or ^62 los. 
a year. 

The above calculations, and some others, showing different voltages, 
percentages of loss in transmission, and distances, are given in Table I. 

It will be seen in this table that the amount of drop in voltage, or loss 
of power in transmission, has to be regulated, in the shorter-distance trans- 
missions, not by the simple question of cost of cable, but by the question 
of heating, so that in the shorter transmissions the cable is made larger 
than would have been necessary if the question of cost of transmis- 
sion only had been considered. The size of cables of which the cost is 
given in the table is also slightly modified in order to use standard sizes 
of cables, and the prices given are averaged from makers' lists, and do not 
necessarily represent the actual cost of cables, which might to some extent 
be modified by special quotations. 

In Table I., in Columns A, B, and C, transmissions of half a mile, 
one mile, and two miles, with a voltage of 400 at the motor, are compared, 
and with losses of 5 percent, 10 per cent, and 20 per cent for the total 
distance in each case, except where modified by considerations of tempera- 
ture. We have also, in Columns D, E, F, and G, transmissions of half a 
mile, one mile, two miles, and three miles, with a voltage at the motor of 
600, and a total loss in each case of 5 per cent, 10 per cent, and 20 per 
cent., except as modified by temperature considerations. The cost of the 
generating station and cables (including erection) is given in each case ; 
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but the motors and all electrical appliances, &c., at the motor station are 
not included. The value of the power lost is taken at id, per E.H.P. per 
hour, which no doubt in many cases exceeds the cost of production. Re- 
ferring to Column B, with 400 volts at the motor, and a transmission of one 
mile from generator to motor, we can compare the figures where there is a 
loss of 10 per cent, and 20 per cent, and we find in the latter case an in- 
creased annual cost of jQ^S^, and a diminished first cost of ^^278 ; ^^85 is 
30*6 per cent on the extra cost of the 10 per cent, installation, so that the 
additional cost of it would be repaid in a little over three years with interest, 
or, looking at it from another point of view, the extra loss in the 20 per 
cent installation is equal to 2 per cent, interest on the whole cost of the 
generating station and cables. 

Comparing 10 per cent with 5 per cent, loss, we have a saving in the 
latter case of jQ$() a year working cost ; but the extra capital outlay is ^610, 
and the saving oi jQ^^ a year is under 10 percent on the increased outlay. 
It is evident, therefore, that the 5 per cent, installation is not worth the 
extra expense. 

Heatings of Cable. — The loss in transmitting the current of elec- 
tricity is represented by heat generated in the wire. In an insulated wire 
the insulation is liable to damage by heat, and in any case the resistance is 
largely increased if a high temperature is reached, and therefore it is 
essential for safety and economy that no excessive current should be con- 
tinued for many minutes. A calculation of the heat generated in the 
c^onductor will show the amount of power wasted. This may be repre- 
sented by the following formula in horse-power : — 

h.p. = ^^^. = C2 X R X -00134. 
746 

In the above C represents the current in amperes, and R represents the 
*"^sistance in ohms. For the sake of example, let us suppose a copper con- 
^iictor, exactly i square inch in area and 1,000 feet in length. Then R, 
^^le resistance in ohms, will equal 00833. Let us now suppose a current 

^^f 1,000 amperes. Then, — - = ^»°°°_ J-i?-°° = 1,340*5. Multiplying 

746 746 

^Viis figure by '00833 we get 1 1 "166, or a loss in round figures of 1 1 h.p. This 
^"^presents, perhaps, a very small percentage of the power passing through 
^he main. One thousand amperes at a voltage of 746 equals 1,000 h.p., 
•^nd 11*2 is a little over i per cent. If, however, the cable, instead of being 
^^nly 1,000 feet in length, were a mile in length, the resistance would be 
increased as 1,000 : 5,280 ; that is to say, the loss would be increased 
t:fciore than fivefold. In round figures, the loss would be about 60 h.p., 
^^r 6 per cent ; and if the complete circuit were two miles long the loss 
^ould be 120 h. p., or 12 per cent. If the conductor, instead of being 

L 2 
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exactly i square inch, had been half the area — that is to say, ^ square 
inch — the resistance would have been exactly double, and the loss 
would be exactly double ; therefore, instead of being 1 2 per cent, as above, 
it would be 24 per cent, of the power generated, or nearly one-third of the 
power delivered. But a current density of 1,000 amperes per square inch is 
as large as it is considered wise to take, and it is often thought advisable to 
take a less current density. In the instance given (Table I.), where there 
is a two-mile circuit (the motor being one mile from the generator) with 
a drop of 10 per cent., the number of amperes in the cable is i86|, 
the cross-section of the cable is '41 square inch, and the density of the 
current is 455 amperes per square inch. In the preceding examples 
of 5 per cent., 10 per cent., and 20 per cent, loss, the size of the conductor 
is calculated after the following nianner : — 

The motor is assumed to be one mile from the generator ; the E.H.P. 
delivered to the motor is 100 ; the voltage at the motor is 400, and the 
drop on the cable is 40, making the voltage at the generator 440. The 
work done at the motor, if taken in watts, is 100 x 746, or 74,600 watts. 
Dividing the watts by the volts — that is to say, dividing 74,600 by 400, we 
have the amperes — 186^. The drop, being taken as 10 per cent, of the 
voltage at the motor, is also 10 per cent, of the power at the motor, or one- 
tenth of 74,600 watts — />., 7,460 watts — and the loss of power in watts 
due to the drop on the line is shown by the formula — 

Loss in watts = R x C^ (in amperes). 
In this case, 7,460 = R x i86^^ or, 

(i86i)2 34,782 '^• 

R = '214 ohm. 

= -107 ohm per mile. 



_ '107 x 1,000 



ohms per 1,000 feet. 



5,280 
R = '0202 ohm per 1,000 feet. 

It was stated above that the resistance of a square inch of copper 
1,000 feet in length was '00833. If we do the following sum in proportion 
we shall get the required sectional area of the conductor. As : 

•0202 : '008^3 : : I : X. jc = '412. 

In the above manner the sectional area of any conductor can be 
calculated. An easier way of doing this is to remember that with a current 
density of 800 amperes per square inch the drop in voltage in a copper 
conductor is 2 volts per 100 yards, and that the current density is pro- 
portional to the drop of voltage, and inversely proportional to the length 
of cable. Thus, with a drop of 40 volts in two miles, the current density 
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equals 800 x — ^^^ x ^ = 454*5 amperes per square inch ; therefore, 

2 X 1,7"® 2 

theareaofcablerequiredtocarry i86*5 amperes = ^ — f = '41 square inch. 

Referring to the examples given on pages 145 and 146, of a motor 

or motors of 100 E.H.P. two miles distant from the generator, and the 

comparative cost, the results, as seen in the table, are very different if the 

distance of the motor from the generator, instead of being two miles, is 

reduced to half a mile, and with the same percentage of loss in each case 

the size of the conductors is also a quarter. In dealing with insulated cables 

the cost is not always exactly proportional to the size of the conductor, and 

the cost of fixing in the shaft will be about the same in each case. We 

need not consider here the case of 20 per cent, loss, since the current 

density in this case comes out to 1,820 amperes, which is much too high. 

The current density with a 10 i^er cent, loss — namely, 910 amperes— is also 

too high, so that instead of 10 percent, we must take a loss of 8*5 percent., 

'which gives a current density of 770 amperes. Then the relative cost of 

oables and erection for 8*5 per cent, and 5 per cent loss will be ^^696 and 

j^Syo, and, adding the cost of the generating station, the total costs are 

resjjectively j£ 3,396 and ;£^3,49o. Here it appears that the 5 per cent. 

installation gives the best arrangement ; that is to say, that a drop of 5 per 

oent. is the most economical, since the saving in working cost of ^£42 per 

^nnum is effected by an increased capital expenditure of only ^^94, giving 

sk rate of interest of 45 per cent. The conditions would be again altered if, 

instead of reducing the distance to half a mile, we made the distance from 

t.he generator to the motor one mile, as in the case shown in Column B 

of the table. By the assumption the loss of power in the cable is the same 

'vrhether the motor is half a mile, one mile, or two miles from the generator ; 

fcut in these last instances, where the motor is two miles from the generator, 

it is probable that the installation, where the loss of power is 20 per cent, of 

the power utilised at the motor, is the most economical arrangement. To 

reduce the loss from' 20 per cent, to 10 per cent, requires an expenditure of 

j£i,iio, and the resulting economy is ;£^i2o a year, giving a return of io*8 

per cent, on the additional outlay. Without making further calculations of 

this kind, we can see at once that if we increase the length of the circuit we 

must submit to a greater drop in the voltage and consequent loss of power. 

Effect of Increasing the Voltage.— In the above instances the 

somewhat low voltage of 400 at the motor has been taken. If we increase 

the voltage to 600, we shall again find a striking difference in the capital 

outlay. The effect of increasing the voltage in the proportion of 400 to 

600, if the same percentage of power loss is maintained, will be to decrease 

the necessary sectional area of the cables in similar ratio twice over, 

because the voltage drop is greater, being 60 instead of 40, the current is 
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less, being 124 amperes instead of 186 ; the loss varies as current squared, 
and the cable resistance increases as its size diminishes. Thus, for equal 
percentage power losses the size of cable varies inversely as voltage 
squared, or as 600^ : 400^ — that is, as 3* : 2*, or as 9:4. And since it 
will not materially affect the thickness of the insulation of the cables (in 
fadt, the same quality of cable will be used), the cost will be reduced in 
approximately the same ratio — that is, as 9 : 4. ^ 

Referring to Table I., 600 volts, one-mile transmission, with a 
10 per cent, drop of voltage and a 10 per cent, loss of power. Column E, 
we find the cost of the cable erected is ^968, the cost of the generating 
station ;^2,75o, and the total cost ^3,718. With an 11-5 per cent loss 
(the maximum allowable), the cost of the cable erected would be ^693 ; 
generating station, ;^2,784 ; total, ;^3,477 ; and with a 5 per cent, loss the 
cost of the cable would be ^1,540 ; generating station, ;^2,62o ; total, 
;^4,i6o. From the table it appears that in this case the most economical 
drop is from 5 per cent, to ro per cent. From Column D it appears that 
a loss of 5 per cent, is the maximum permissible in a half-mile 600-volt 
transmission, for no greater drop can be taken without undue heating. 
When we come to the two- mile transmission (see Column F), it is evi- 
dent that a total drop of 10 per cent, is the most economical arrangement. 

In all the above instances the cost of the cable is calculated as going 
down a shaft about 500 yards deep; but if the installation had been entirely 
on the surface, where a bare copper conductor could be carried on poles, 
the cost of the cables would be much less. 

With the above transmission of two miles from generator to motor, it 
is evident that we approach the verge of the distance to which we can pro- 
fitably go with low-tension currents, but, in order to make sure, we have 
worked out the results with a distance of three miles and a tension of 
600 volts (see Column G). As compared with the two-mile transmission, 
the length of the cable has to be multiplied by one and a half, and 
the area has also to be multiplied by one and a half, because it is necessary 
to increase the sectional area of the conductor in order to maintain the given 
drop of 10 per cent, (really 915 per cent.). Thus, the cost of the cables 
for the three-mile transmission is jQt^S^o ; add the cost of the generating 
station, ^2,730, and we have a total cost of ^10,250. With a drop of 20 
per cent, (really 181 per cent.), we have the cost of mains ^£^3,3 14; add 
the cost of the generating station, ;^2,94o, and we have a total cost of 
;^6,254. It is at once evident that 20 per cent, is the least drop that we 
can employ in this case, and the next question is. Would it be profitable 
to have a greater drop, say, 30 per cent. ? The effect of that would be to 

' It will be seen from the table that the cost works out at a ratio of about 9 : 5 ; in 
most cases the cost of manufacture of the smaller cable is a little greater than that of the 
larger in proportion to its size. 
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''educe the area of the cable in the proportion of 3 to 2. This gives the 
area of the cables '183 square inch. A No. 37/14 cable has this area and 
costs jC334 per mile ; making a total cost of cable, including erection, of 
^2,504. The cost of the generator will be ascertained as follows : — 

100 E.H.P. 4-30 percent, for loss in transmission = 130 E.H.P4-25 per 
cent. = say, 162 I. H. P., and this at ;^20 per I.H.P. = ;^3,24o. Adding this 
^o the cost of the cable, we have a total cost of ^5,744. The loss in 
^'orking is 30 per cent, of ;^ 1,2 50 — that is to say, ;^375 a year. As com- 
pared with a 10 per cent, drop, the reduction in capital cost is ^4,506, 
^^<1 the loss in working is ^261 a year more, or about 6 per cent. Com- 
Paririg it with a 20 per cent, drop, the latter has an extra capital cost of 
-^5 * o, and an economy in working cost of ;^i49 a year. Therefore, it 
appears that for a three-mile transmission (from generator to motor), with 
600 -volts at the motor, we must have something like a 20 per cent. drop. 

y\yeraging the Distance to which the Power is taken. — In 

^^stributing power at a works similar to a mine it is generally the case that 
^'^e jDower is required at a great variety of places, some much nearer than 
^^heirs to the generator. We might put down low-tension generators and 
^^^t>les for driving those motors which are near to the station, and high- 
^^^3 ion generators and cables for those which are distant >but this'at once 
^^o^cis to complications in working and to additional expense at the gene- 
''^^c^T station and in the cables, due to complications. It is necessary to 
ria.v^ spare generators at the station, so that the works may not be stopped 
y the breakdown of one machine, and for every class of machine we have 
^'^ must also have spare machines. For this reason it is generally advisable 
^^ sacrifice some economy in transmission for the sake of avoiding the 
^^ttiplication of having a variety of generators which cannot be substi- 
tuted one for the other, and a variety of cables which cannot be tapped for 
^^y machine about the works as required. Therefore, in calculating the 
^ Squired voltage for a works, we have to consider the average distance to 
'Vrhich the power has to be tiken. Thus, out of 2,000 I.H.P. at a mine, 
^here might be the distribution of E.H.P. shown in the table on page 152. 
The total of 1,610 E.H.P. will absorb the 2,000 I.H.P. of the gene- 
I'ating station. It will be seen that 830 E.H.P., or more than one-half, does 
Jiot exceed half a mile; 270 E.H.P. exceeds half a mile and does not 
exceed one mile; 350 E.H.P. is two miles, and 160 E.H.P. is at three 
miles. Looking at the column of E.H.P. miles, we find that the average 

T T T T 

distance of transmission is , , or a little over one mile. 

lOIO 

We can, therefore, treat this as a one-mile transmission, and on a basis 
similar to that given in Table I., Column B, for a transmission of 100 E.H.P. 
It is, therefore, possible to deal with this economically with 400 volts at the 
motor and a 10 per cent, drop in voltage — />., 440 volts at the generator. 
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Table showing Possible Distribution of Power at a Mine. 







Average Distance 


F H P \ 


Description of Engine 


E.H.P. 


from Generator 
in Miles . 


X Miles 1 

1 
1 


Pumping 


200 


1 ■ 

1 


66 


Ventilating fan .... 




' 200 

1 


50 


Screens and washing-machines 




. ' ISO 




38 


\ Workshops and saw-mill 




8o 


i 


14 


Sundry inclines and other work . 




SO 


1 


2S 


' Lighting works on surface . 




50 


] ■ 


2S 


Lighting village 




' 100 


I 


100 


Pumping-engine in pit 




30 


i 


23 


1 »» »» • • 




40 


I 


40 


»» »» • ' 




SO 


2 


100 


1 

II i» 




60 


3 


180 


i Hauling engines 




100 


1 

a 


SO 


»» ... 




100 


I 


100 


II ... 




100 


2 


200 


1 

II ... 




100 


3 


300 


Auxiliary fans 


200 

1 


2 

_ 1 


400 


Total 

1 


. 1 i,6io 


1,711 



If the voltage was raised to 600 at the motor, it would be more economica 
still, but this is unusually high for a colliery installation, and it would 
better to fix the voltage at the generator at 500 or 600. If a voltage o 
550 at the generator is adopted, and a drop of 50 volts per mile o 
distance between generator and motor, then the voltage at the motor will 
average a little under 500, but at all the motors over one mile it will 
be less than 500 ; for instance, at those two miles off it will be about 
450, and at those three miles off it will only be 400, and the speed of 
the motors will be proportionately reduced, unless they are specially 
designed for these voltages. If we assume that at this particular mine 
some portion of the power — say, not exceeding 200 E.H.P. — had to be taken 
even further than three miles from the generator — say, four miles — it would 
still be within reach of the generating station, because although the loss of 
200 volts, or 57 per cent, of the utilised power, would be heavy, it would 
only be on one-eighth part of the total supply. 

The above case illustrates a very common problem when it is desired 
to supply a great variety of machines with power, both near and far ; but 
there are other cases, where the electrical power is required, not for the 
supply of any machines near to the generator, but entirely for those at a 
distance, and it is at once evident that the question of a higher voltage must 
be seriously entertained, in order to keep down the capital cost and the 
loss in working. In the last-mentioned example, where a total of 1,610 
E.H.P. is transmitted at a drop of 50 volts, or 10 per cent, per mile, an 
average distance of i ,V, mile, the cost of the cables, erected ready for work, 
would probably be some figure between ;^i 2,000 and ^^20,000, varying 
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With the price of copper and the nature of the insulation employed, the 
number of sei>arate cables, the conditions of the shafts, &c If the 
current is carried in cables averaging, say, eight large armoured cables, and 
down a shaft 500 yards deep, the cost will vary from, say, ;^iz,ooo to 
j^ 1 7,000, including fixing. But if, as is more probable, there is an 
average of, say, sixteen armoured cables, the cost will vary from, say, 
j^i5,ooo to j^i9,ooo. This represents an outlay of capital upon which it 
is worth while to attempt to maJce a saving by increasing the voltage, and 
in other ways, if it can be done without a corresponding increase in other 
parts of the system and loss in efficiency. 

Reduction of Cost by Increasing: Size of Cable.— It is 
probabli^ that in the example given there will be a number of cables, 
going on different roads and kept weli separated from each other both in 
the shafts and undei^round, so that a defect in one cable will not 
necessarily lead to the stoppage of the whole work. But sixteen highly- 
insulated, lead-covered, and armoured cables, each carrying 100 E.H.P., 
will be much more expensive than four cables each carrying 400 E.H.P. ; 
and in the case where all the current is required for a long-distance 
transmission, it is probable that for a great part of the distance all the 
current can go in large cables and at a reduction of perhaps 30 per cent, in the 
average cost per h.p. transmitted. In the case of the transmission two 
miles, with 400 volts at the motor and a drop of 10 per cent, per mile 
from generator to motor, the cost of the cables for 100 E.H.P. was 
put down in Table I., Column C, at ^^2,480, ajid erection X4°°- "^ 
these figures were multiplied by 16, we should get ^^39,680 + ^^6,400 
5=^46,080, as the cost of the cables and of erection ; but if all the i>ower 
were taken this distance, it might probably be taken in, say, four large 
cables, each of 400 h.p., and, reducing the cost of the cables by jo per 
cent., the cost would be ^{^36,800 ; and the question at once arises how this 
figure can be reduced. We have to reconcile two conflicting needs : one 
is the convenience and safety of low-lension motors, &c, ; the other is the 
economy of high-tension mains. 

Three-wire System. — If we use continuous, or, as it is otherwise 
called, direct, current, we may conveniently adopt what is called the three- 
wire system. By this system we can double the voltage at the power-house 
by putting two generators in series, and the motors we employ in the mine 
are used at half the voltage which is generated in the power-house, less the 
drop in transmission. Thus, in the case of the two-mile transmission, we 
might have two generators in series in the power-house, each of 480 volts. 
A a o per cent, drop over the four miles of cable would give us 400 volts at the 
motor. The conductors or cables arc laid in sets of three. The middle 
conductor is the neutral or balancing conductor, and the two outers are 
the positive and negative conductors. The motors will be arranged 
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alternately — the first motor between the positive conductor and the neutral 
conductor, an(i the second motor between the neutral and the negative 
conductors. It is assumed that the motors will be worked in pairs of 
approximately equ^ power. It is not necessary that they should be very 
near together. They may be hundreds of yards apart, and the pair may 
consist, say, of one motor of 60 h.p. on the positive side and two motors, 
say, each of 30 h.p., on the negative side, the endeavour being to arrange 
the motors so that there shall be as nearly as possible equal powers on each 
side of the neutral conductor. If the powers are quite equal, the negative 
conductor will act as the return cable for the positive conductor, and the 
practical effect on the voltage is as if each pair of motors were run in 
series, the same as the generators. If the pairs are not of equal power, or 
do not happen to be working at equal powers, then the neutral conductor 
takes the balance of the current, and must be made of a size suitable for 
the purpose. Since the size of the cables for a given loss of power varies 
inversely as voltage squared, the size of the cables on the three-wire system 
is only one-fourth. But this saving of three-quarters is not really made, 
because there is the cost of the middle wire. If the power on the positive 
side is 4, and that on the negative side 2, then the balancing- wire will have 
to be equal to 2. P or the purpose of comparison with the two-wire system, 
we may call the cost of that system 16, the cost of the outers of the three-wire 
system 24-2 = 4. The cost of the middle wire is half one outer = i, and 
the cost of the two systems will therefore be as 16 : 5. But it is possible 
that while the full load might be on one side, there might be no load on the 
other side ; in this case the middle wire would have to carry a current equal 
to that in the outer, so that it will be better to make the three wires of 
equal size, especially if the number of motors is not large ; in this case the 
cost of the middle wire will be 2 instead of 1, and the relative cost of two- 
and three-wire systems will be as 16 : 6, or 8 : 3. In the case of the three 
conductors taken into a district where there are a number of motors, it 
will generally be possible, by means of suitable switches, to connect the 
motors on to that side, positive or negative, which is best for evenly 
balancing the current. But if we have a middle wire of the same section 
as the outers, this arrangement will be unnecessary, and if one side is 
entirely cut off, only one generator need be run, and the system will 
become for the time being a simple two-wire system. 

Applying this reasoning to the example above given — namely, a 400- volt 
two-mile 1,600 h.p. installation, and allowing the same drop — that is, 10 per 
cent, per mile — we have the cost of cables on the three-wire system, six- 
sixteenths of the previous cost =;^39,68o x 2 =;^i4)88o. But the current 
density is too great, being 932 amperes per square inch, therefore the size 
and cost of the cable must be increased in the ratio of 932 : 800, making the 
cost ;^i 7,335, and, taking the cost of erection at ;^6,4oo x | =^4,800, we 
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have the total cost ^22,135. ^^ ^^ **^^se the voltage to the highest which is 
generally considered admissible in this kind of transmission — i.e,^ to 600 
volts at the motor-house — and take the greatest drop permissible for a 
density of 800 amperes as above — that is, 137 volts in the circuit, giving 
If 33 7 volts between the outers at the generators — we can reduce the size 
and cost of the cables in the ratio of the voltage — that is, as 600 : 400 : 1 
;^i7»335 : >^ii»556. Adding ^4,800 for erection, total cost ;^i6,356. 
The total loss in transmission is 17 per cent, with 400 volts, and ii^ per 
cent, with 600 volts at the motor. If it is desired to reduce the cost of the 
cables still further, there are two possible systems. 

Hig^h Tension. — The first we will take is the continuous-current 
system, either three-wire or two-wire, and the voltage may be raised at the 
generating-house up to, say, 2,000 volts on each generator, or, on the three- 
wire system, to a total of 4,000 volts. But there are comparatively few makers 
who will undertake to make continuous current generators of this high 
voltage. Most makers of this class of machinery object to exceed 600 
volts, alleging that there is a great liability to failure. The high voltage is 
also unsuitable for the small motors generally used in mines, and it is 
necessary to transform it. The transformer used for the purpose is a 
rotary transformer. Sometimes a special machine is used, and sometimes 
the rotary transformer simply consists of a motor at one end of the shaft 
driving a generator at the other end of the shaft, the generator being so 
Ground as to give current at the required voltage, which may be, say, 400, 
or any other convenient tension. This transformer, or motor-generator, 
^11 absorb from 6 per cent, to 50 per cent, of the power, according to its 
size, and it will cost from jQ^ to j£6 per E.H.P. 

Alternating Current : High Tension. — The other method is by 

alternating-current machines and static transformers. When we get to 

this system we at once go for high tension — that is to say, any tension not 

exceeding 3,000 volts. With, say, 2,000 volts we shall be able to reduce the 

cost of the cables very greatly. It is assumed, for the purposes of the 

following calculations, that the size of cables required for alternating 

current is not materially different from that required for direct current for 

approximately the same voltages. Going back to the example. Table I., 

Column C, of a 100 E.H.P. two-mile transmission, with 400 volts at the 

motor and a drop of 10 per cent, from the generator to the motor, or a 

total drop of 20 per cent., we have a voltage at the generator of 480. If, 

for the sake of convenience in calculation, we multiply 400 volts by five, 

we get a voltage at the alternating transformer of 2,000, and allowing a 

total of 20 per cent, for loss in transmission (that is, 10 per cent, per mile) 

in the cable, we get a voltage at the generator of 2,400. The cost of the 

cables at the low tension was ^2,48o4-;^4oo for erection, and multiplying 

these by 16, to make up t,6oo h.p., gives totals of ^39,680 +;^6,4oo, 
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equals ;^46,o8o, cost of the cables and erection. With the increased 
voltage we may divide the cost of cable by 5* = 25, reducing ^^39,680 to 
^1,587 ; but this cost must be doubled on account of extra insulation and 
smaller size, so that the cost of the cables (7/17) will be ^^3,174 + the 
erection of the sixteen cables at ^300 each, or, say, ;^4,8oo, making total 
cost ^7,974. But with the above drop of 400 volts, the current density 
will be increased five times, from 466 amperes to 2,330 ami>eres, and this 
is too much, therefore the current density should be reduced by enlarging 
the cable three times, using 19/17, thereby increasing the cost from ^3,174 
to ^8,320, adding erection, ;^4,8oo, making the total cost ^13,120. The 
total loss in transmission will be reduced from 20 per cent, to 7 per cent. 
To this has to be added the cost of static transformers, which at ^3 per 
E.H.P. (including chamber and fixing), would be approximately ^£^5,000, 
or a total cost of ;^i8, 120 for cables and transformers. Compare this with 
^16,356, the cost of cables alone on the three- wire system (page 155) with 
600 volts at the motor, and no transformers, and a loss of ii| per cent, in 
transmission: 11 J per cent, of 1,600 E.H.P. = 184 E.H.P. of loss, and 
adding 25 per cent, to turn into I.H.P., makes 230 I.H.P., which at a cost 
of ^20 per I.H.P. costs ^4,600. The loss on the alternating system is 

. ' of the above, or the capital outlay to meet this loss is ^2^800. 

The annual loss at 11^ per cent. = ^144 per 100 E.H.P. delivered, and 
for 1,600 E.H.P. delivered is ^144 x 16 = ^2,304. If the loss is 7 pei 
cent it will be ^1,400, so that the annual saving by the alternating system 
will be ^^904. The extra cost of generating station for the three-wire 
system = ^1,800. The extra cost of cables and transformers for the 
alternate-current system = ;^i,734 ; so that there is a balance of ^276 ol 
capital cost in favour of the alternate-current system ; but the two system* 
on the whole are about equal in first cost and working cost in thij 
instance. 

If we go to a distance of three miles and keep the same drop o 
potential per mile, or a total drop of 17 J per cent., the cables on the three 
wire system with 600 volts at the motor would cost just 50 per cent mor< 
than for two miles — that is, ;^i 7,334, adding erection ;£^6,ooo = ^^23,334 
With the cables on the alternating-current system with 2,000 volts at the 
transformer, and a total drop of 10^ per cent., the cost would be ^12,480 
and erection ^6,000 ; total, ;^i 8,480 ; to which must be added ;^5,ooo fo 
the transformers, making a total of ^23,480. This calculation shows j 
gain by the adoption of the 2,000-volt system of 6| per cent, on the firs 
cost of generating plant, but after allowing for loss in transformers th< 
working costs will be much the same. For a four-mile transmission and th< 
same drop per mile, making a total of 23 per cent, the cost for the three-win 
system is ^17,334 x i^ = ;^2 3, 11 2, and erection ;^7,2go; total, ^30,312 
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^or the alternating-current system with a total drop of 14 per cent., the 

cables will cost ^12,480 x ij = ;^i6,64o, and the erection ^7,200, and 

j^5,ooo for transformers = ;^2 8,840. This shows that the 2,000-volt system 

*s ^1,472 cheaper in first cost of cables, &c., and 9 per cent, cheaper m 

first cost of generating plant ; after allowing for loss in transformation there 

*^ay be some saving in working cost. 

Overhead Wires. — It will very frequently happen at a mine that 
'^^here there is a long-distance electric transmission the cables can be taken 
c^n the surface over private lands, and in this case there is no reason why 
Overhead conductors and bare wires should not be used. The cost of the 
V^are-wire conductor is very much less than that of the insulated cable, so 
t-hat cables with a large sectional area of copper can be used, and the drop 
reduced from 10 per cent, per mile to i per cent, or I per cent, per mile. 
^Vhere this is the case, a long-distance transmission at low voltages presents 
rxiuch fewer difficulties than in the cases previously dealt with. An over- 
Vi.ead cable suitable for carrying 100 E.H.P. at 660 volts at the generator a 
distance of two miles to the motor with a total drop of 10 per cent.— that 
is to say, a voltage at the motor of 600 — would be 61/13, or '4 square inch 
(see Table I., Column F) ; the copper would weigh about 8,300 lbs. a mile, 
tlierefore two miles each way would weigh 33,200 lbs. ; this at 10^. per lb. 
rill cost 332,000^., or ;^i,383, as compared with the insulated cable 
>,48o. 

To take a case of long-distance transmission— say, ten miles from gene- 
r-ator to motor — a voltage at the generator of 5,000 and a drop of 10 per cent. 
For the distance, or i per cent, per mile — that is, 500 volts, equal to 50 volts a 
xnile — we should have a current density of 563 amperes per square inch ; 

Xhe size of the cable for 1,600 E.H.P. would be i* ^° ^7^ x i square inch 

4,500x563 ^ 

= *47 square inch. This would weigh 9,700 lbs. per mile, or, for the twenty- 
mile circuit, 194,000 lbs. ; this at 10^. per lb. costs ;£^8,o83. It would 
therefore be economical to use a larger conductor and a less drop. A 5 per 
cent, drop would save 80 E.H.P. — costing ;^ 1,000 per annum — at addi- 
tional cost of j^8,ooo, giving a return of 1 2 ^ per cent, on the additional outlay. 
Working Costs.— On page 138 an estimate is given of the working 
cost of an electric plant of 2,000 I.H.P., which works out to about 
^\^. per I.H.P. per hour, or, if we add the repairs and renewals of plant, to 
nearly \d, per I.H.P. per hour. But in considering the amount of drop in 
the voltage in a long conductor, or the loss of power in a conductor, at 
page 145 we took the value of the E.H.P. at id. per hour. But there is, 
of course, a difference between the E.H.P. delivered and the I.H.P. of the 
engine driving the generator, the former being, say, two-thirds of the latter, 
and therefore our cost of '225^. per I.H.P. hour as given on page 138, must 
be increased to '337^. per E.H.P. hour at the motor. If we substitute this 
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smaller cost for the id, taken in the above calculations, we might be lee 
to adopt a higher drop in voltage. There is, however, a limit to the drop 
which is permissible, and that is caused by the heat effect of the curreni 
on the cable. The amount of drop permissible is not a percentage in ever) 
case, but such a voltage as is sufficient to force the permitted densit) 
of current against the resistance. 

Heat of Conductors and Dangers.— The doctrine of the con 
servation of energy teaches us that whenever power is lost in one form it 
appears somewhere else in another form, and thus, when the E.M.F. 
in volts is lost in a cable, it appears in the form of heat in the wires 
of the cable. If a bare wire were covered with fine coal-dust — as, foi 
instance, in the vicinity of coal screens on the surface, or on a haulage road 
in a pit — heating would be very likely to occur, and a small rise of tempera- 
ture in the wire would warm the coal-dust and thus would increase the rate 
of oxidation of the latter, and so set up what is commonly called * spon- 
taneous combustion,* and a terrible accident might be the result. This 
danger is not confined to coal-dust, but is found in many other things, such 
as carbonaceous shales, oily rags and waste, &c. 

It is, however, usual for conductors in or about a mine to be covered 
with insulating material, such as indiarubber or paper saturated in oily 
and waxy compounds, and the effect of a small rise of temperature in the 
conducting-wire is to injure the insulating material. A temperature of 
1 20* F. is given by manufacturers and others as the maximum tem- 
perature to which indiarubber insulation should be exposed, but it is 
also believed that any rise of temperature above 60° F. is injurious and 
shortens the life of an indiarubber cable. It is also stated that a rise of 
temperature reduces the insulating power, both of the indiarubber and of 
the paper ; so that an insulation which would be perfectly satisfactory at 
a temperature of 60° might be unsatisfactory at a temperature of 100°. 

Cable-makers of great experience say that a current density of 1,000 
amperes per square inch may be permitted without injuring the cable, in 
the case of cables of small size ; that is to say, a cable made of nineteen 
wires, i6-gauge, equal to "06 square inch, or about ^^^ square inch, 
might be subjected to a current density of 1,000 amperes per square inch — 
/>., a current of 60 amperes might be sent along such a cable covered with 
rubber insulation. But for a larger cable the current density must be 
reduced to 800 amperes per square inch. The makers of cables covered 
with bitumen say that their cables will stand a maximum current density 
of 1,000 amperes per square inch up to a sectional area of \ square inch ; 
above that area the current density to be only 800 amperes. 

It is, of course, perfectly obvious that for any given current density the 
larger the conductor, and consequently the larger the current and the 
larger the amount of heat developed by that current, the greater effect it 
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iwill have in heating the surrounding insulating material ; because, whilst 

the cooling surface increases in proportion to the diameter of the conductor, 

tlie beating current increases as the square of the diameter. If we refer 

to the example in Table I., showing the size of cable • required to 

transmit ICO E.H.P. with 400 volts at the motor with a drop of 20 percent. 

of voltage, or 80 volts in four miles of cable, we find that the sectional area 

of copper is '41 square inch, and that the current of 186^ amperes is equal 

to a density of 455 amperes per square inch. It appears, therefore, that this 

current is well within the limits given by the makers of cables. But before 

we take that for granted we must consider the conditions of a cable in a 

mine. Generally speaking, the conditions of a minc^ are favourable in this 

respect — that the temperature is uniform. The conductor is not exposed 

to the hot rays of the sun or to frost. But, on the other hand, the mine, 

or parts of the mine, may have a permanently high temperature, and this is 

injurious to the insulation of the cables ; and on that account the current 

density should be kept down so as to avoid overheating. In some few 

mines the temperature underground is 90° and upwards, and in many 

others it is over 70°. For this reason it will probably be prudent to keep 

down the maximum current density in a colliery to 800 amperes per square 

inch for small conductors, and to 600 for large conductors. This affects 

the question of burying conductors or of hanging them on props. In deep 

mines it will be an advantage to have the cables where the ventilation can 

keep them cool, instead of burying them in the hot earth. 

When increasing the voltage for a given amount of power, we are able 
to use a smaller conductor, because a smaller number of ampbres is required 
to give the same power. We are also able to use a still smaller conductor, 
because we can afford a higher drop of voltage. Ten per cent, of 400 volts 
is 40, and to per cent, of 600 volts is 60. In each case we lose the same 
percentage and the same amount of power and the same percentage of 
voltage ; thus, with a voltage of, say, 440 at the generator, and a 10 per 
cent drop and a cable •41 square inch area, we have a loss of 10 per cent, 
of the power at the motor. If we increase the voltage to 660 at the gene- 
rator and allow a drop of 10 per cent, we can reduce the amperes in 
similar ratio — that is to say, from 186 in the first instance to 124 in the 
second instance — and we therefore only require a cable two-thirds the 
original size ; but by increasing the drop in voltage from 40 to 60 we are 
able to increase the current density per square inch in similar ratio, and 
therefore we can reduce the cable again. The result is that the sectional 
area of the cable is '42 x | x ^ = '42 x | = '19, approximately. The 
current density is increased because we have 124 amperes in a sectional 

area of '1 9, then as '" : , here we have a current density of 652, 

100 652 

which is quite high enough. 
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CHAPTER IX 

ELECTRICITY APPLIED TO PUMPING AND HAULING 

Electric l^umping Plants, Various Types — Electric Sinking-pumps and Centrifugal 
Pumps — Electric Haulage : Single-rope, Main and Tail Rope, Endless-rope — 
Electric Locomotives, ' 

Electric Pumping Plants. — One of the most important uses to 
which electricity can be put at a mine is that of pumping ; and the great 
number of electrical pumping plants that are at present in operation gives 
ample proof of its reliability and adaptability for the work. 

The most economical pumping arrangement for a mine, viewed from a 
fuel-consumption standpoint, is that in which a high- class Cornish engine, 
or a compound or a triple-expansion condensing engine, is fixed at the 
shaft top and actuates the pumps in the shaft by means of rods ; such 
plants, however, are best suited for dealing with large volumes of water, in 
which case a separate shaft could be apportioned to them. 

The extra losses in pumps worked by rotary electric motors arise 
from — 

1. Conversion of mechanical power of the steam-engine into electrical 
power of the dynamo. 

2. Transmission of electric current from dynamo to motor. 

3. Conversion of electric power of motor into mechanical power on 
motor shaft. 

4. Intermediate gearing between motor shaft and pump crank shaft. 
Although the electric pump may be more costly than the steam-engine 

on the surface and pumps in the shaft, it has decided advantages over other 
forms of underground pump, such as steam, compressed-air, and wire-rope 
driven. 

Types of Electric Pump. — The most common type of pump to 
which the electric motor is applied is the three-throw ram pump, in which 
there are three working barrels and three rams, the latter being worked by 
a shaft with three cranks set at angles of 120° with each other. Each 
ram and barrel thus constitute a separate single-acting pump (the barrels 
being open at the front end), with separate suction and delivery valves. 

By this arrangement of three working barrels it will be seen that the 
work on the crank shaft of the pump is equalised, and a uniform current of 
water is delivered to the pipes. 
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touble-r^ni pumps are used, but are not so good as three-ihrow. 

mportanl Teature with regard to mining pum])s is to have perfect 
^changeability, and Messrs. Ernest Scott & Mountain, who have had a 




Very long ex|>erience in eleclric mining work, have designed special pumps 
with this end in view. The pump barrels are independent and inter- 
changeable, also the valves and connecting pipes, so that, in the event 
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of a breakdown of any part of the jiump, the turn 
tinue working if necessary. 

Speed of Pumps. — The speed ai which pumps, can work is limiti:di 
owing to the fact that water is incompressible ant!' inelastic ; they differ in 
this resi>eci from uir compressors, which rise in efficiency as the speed 
increases. A usual piston speed for three-throw pumps is 60 t( 




minute, but it may go up to 1 so feeta minute for a short period. 
-Speed necessitates the use of a high ratio of reduction between 
shaft and the pump crank shaft. 

This reduction in sjieed may be got in several ways ; — 

1. By means of spur-gearing only. 

2. By a worm and worm-wheel (fig. 103). 

3. By spur gearing and belt, or ropes (fig. 104). 
The method used dejicnds to a certain extent on the 
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^f the space available were limited the reduction might be obtained by 
No. 2 method, as this can be done with a single train of gear, the worm 
on the motor shaft and the worm-wheel on the crank shaft of the pump. 

Worm -gearing, to be efficient, however, should be run in an oil bath ; 
a ad even then the power absorbed is great, owing to the thrust of the 
^'orm-wheel on the worm, and therefore it is seldom used. 

A spur-gearing only would be adopted in those situations where, owing 
^o the atmospheric conditions, a belt or ropes could not be made to work, 
Or where space was limited. Spur-gearing is also to be recommended for 
'*^tge powers, and in these cases it may be necessary to have the teeth on 
^he wheels shrouded up to the pitch line. Helical teeth are also employed 
'^ pumps of large size (see fig. 104), and the gear wheels are duplicated, 
^he teeth of the wheels should be machine-cut, and, for the pinions, wheels 
'^ade of raw hide have been successfully used in some cases. The raw- 
'^ide pinion on the motor shaft makes but little noise, whilst the clatter of 
^he high-speed metal pinion is deafening. 

Riedler Pump. — This well-known pump, made by Messrs. Fraser & 
Chalmers, Erith, is specially suited for electric driving on account of the high 
'"otative speed for which it may be designed. Over 1,500 Riedter pumps 
•ire now in operation, most of them, however, driven by steam or air, as it 
is only recently that they have been adapted to electric driving. 

The pump is the invention of Professor A. Riedler, of Berlin, and its 
{Principal feature is a device by means of which the valves are closed 
tnechanically rather than by the action of water due to the reversal of the 
plunger. At the beginning of the stroke the valve opens automatically, 
and remains open practically the entire stroke. When near the end, it is 
ix)sitively closed at the proper moment by the controller. ' 

This controlling device permits the valve-lift to be high, thus increasing 
the effective area of the valve ; it also permits the pump to be driven at a 
high piston speed. The speed of the pumps varies from 150 revolutions 
I3er minute in the smaller sizes to about 80 revolutions in the larger. 

The Standard Riedler pump is of the differential type, with only one 
suction and one delivery valve for what is practically a double-acting pump. 

A pump capable of lifting 700 gallons of water per minute against a 
head of 1,500 feet vrould have the following dimensions : Diameter of 
large plunger, 9^ inches ; do. of small plunger, 6 J inches ; stroke, 36 
inches ; revolutions, 80 per minute ; B.H.P. of motor required, 361 ; 
suction pipe, 1 2 inches diameter ; delivery pipe, 8 inches diameter. 

A notable example of the Riedler pump in Great Britain is a large 
pump installed in 1899 for the Powell-Duffryn Collieries in South Wales. 
This pump has a capacity of 1,000 gallons per minute against a head of 
1 ,600 feet, and has been running night and day for over three years. 

The increased rotary speed of these pumps as compared with three- 

M 2 
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throw pumps entails of course less reduction gear, the motor being either 
coupled direct or else driving through a belt or gearing with only a singk' 
reduction in speed. 

Riedler Express Pump. — The Riedler pumps already referredjio 
are usually not built for heads exceeding 2,000 feet, and in the large sizes 
the speed of 80 revolutions per minute is somewhat low for direct couplini; 
to the motor. This has led to the introduction of the Riedler Express 



I 




pump, in which the valves are mechanically closed by a buffer attached ^ 
the plunger. The speed of these pumps varies from 250 revolutions per 
minute in the smaller sizes to 150 in the larger, and Messrs, Fraser .V 
Chalmers are prepared to build them to pump against a head of ^,000 feet 
in one lift. 

A large number of these plants are working satisfactorily, especially 
on the Continent, and one of the best examples is at the works of the 
Mansfield Copper Company in Germany. This is the lat^est dectric.1l 
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installation in Germany, and consists of four Express pumps each with a 
capacity of 1,100 gallons per minute against a head of 1,430 feet when 
running at 1 76 revolutions per minute. The pumps are direct coupled 
to motors, and are of the two-throw type, single acting, with plungers 
9 J inches diameter and 13 J inches stroke. The pumps are driven by two 
engines, each of 1,300 I.H.P., direct coupled to generators, the total 
I.H.P. of the plant thus being 2,600 I.H.P. 

Fig. 105 is an illustration of a direct coupled two-throw Express pump. 

Belt- and Rope-driven Pumps.— Where the conditions are suit- 
able, this is probably the best method for the majority of mining pumps, 
the reason being that the belt takes up the shock to a great extent when 
starting the pumps, and is noiseless. 

In the larger sizes a double-belt drive may be employed, with belt 
wheels and gearing at each side of the pump, as in fig. 104. Ropes are 
often preferred to belts. The belt pulley is always on the motor shaft, 
driving a large wheel on the countershaft, a pinion on this shaft gearing into 
a wheel on the crank shaft. 

Size of Pumps Required. — In calculating the work to be done, 
due allowance must be made for the friction in the gearing of the pump, 
for friction of the water in the pipes, and for slip of water owing to the 
valves not working instantaneously. 

Example, — Required, the size of rams and stroke of a three-throw pump capable of 
delivering 500 gallons per minute, with a head of 400 feet, and also the E.H.P. of 
motor to drive the same. 

Allow 15 per cent, for slip and assume a ram-speed of 100 feet a minute, then each 
piamp-ram moves 50 feet a minute against the load, and 

Gallons per minute = area (sq. ft. ) of one ram x number of rams 

X effective speed of rams (ft. per minute) x 6*25 x ^- (slip) ; 

100 

.^ 7854^ X 3/50 X 6 -25 X 85 ^ 
100 

d^ ■=. "8 sq. ft. d - •() ft. , say, 1 1 inches. 

Three 11 -inch rams 

Stroke, say, twice diameter of ram =» 22 inches. 

100 
Revolutions per minute of crank shaft = ~z = about 28. 

X 2 
12 

h.p. = — — ^ ^ + friction of pumps and motor, say, 50 per cent. 

33,000 

__ 5,000 (lbs. per minute) x 400 (feet of head) 

33,000 

= say, about 100 E.H.P. motor. 

A rough but effective rule is : h.p. of motor = h.p. in water lifted x 2. 
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Efficiency of Electric Pumping: Plant.— The rope-driven electric 
generating plant described on page 81 is used to drive pumping plant as 
follows : — 

The cables from the dynamo terminals to the pumping shaft consist of four overhead 
conductors of hare copper wire, each conductor being composed of nineteen strands 
No. 1 1 S.W.G. wire. 

The shaft cables to the pumps are each 450 feet in length, and each cable is composed 
c»f sixty-one wires, No. 13 S.W.G.. 

There are two sets of main-shaft pumps, three-throw type, with rams 1 1 inches 
diameter and 18 inches stroke, driven by separate motors by means of cotton driving 
ropes. 

This plant was tested at the same time as the generating plant, and the results 
obtained were as follows : — 

Speed of pumps, 24 revolutions i:>er minute. 
Average E.II.P. at dynamo terminals, 140. 
Average E.H.P. at motor terminals = 67 + 65 = 132. 
Average B.H.P. at motor pulleys = 61 + 59 = 120. 
Loss in cables, 8 E.H.P = 57 per cent. 
Water delivered, 9S0 gallons ])er minute. 
Horse-power in water lifted, 102. 

Efficiencies : 

_ J^:P- *" "^^^^^ ^*^^^^ = ^^ = 727 per cent. ' Efficiency of 

E.H.P. at dynamo terminals 140 * I transmission. 

h.p. in water lifted 102 ^^ . / Efficiency of 

- , J^- . = = 77"4 per cent, i ^ . 

E.H.P. at motor termmals 132 I motors and pump. 

B.H.P. at motor pulley 120 ^ f Efficiency of 

,^ ,, ^ - . = =91 l>er cent. \ ; 

E.H.P. at motor termmals 132 I motors alone. 

h.p. in water lifted 102 „^ ^ f Efficiency of 

~-—y^ — ,- = = 85 per cent. \ ; 

B.H.P. at motor pulley 120 I pumps alone. 

This shows a good efficiency for the transmission, motor, and pumping 
plant. 

Electric Sinking-pumps. — Electricity can very conveniently be 
applied to driving sinking-pumps. The chief advantage is that there is 
no exhaust to deal with, as would be the case if steam pumps were used, 
also the cable is much lighter and more easily supported than a range of 
steam pipes would be. Fig. 106 shows an electric sinking-pump made by 
Messrs. Easton & Company, of Erith.^ This pump has three barrels, 
each 5 J inches diameter, arranged for a stroke of 7 inches, and the gearing 
and motor are of sufficient power to enable the- pump to deliver 5,500 
gallons per hour against a head of 370 feet. The whole is supported on a 
strong mild-steel framing. The motor is of the enclosed four-pole type 
and runs at a speed of 950 revolutions per minute. 

' The Sandycroft Foundry Company, near Chester, also make electric sinking- 
pumps of this type. 
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Centrifug^al Pumps. — Electric motors are admirably adapted for 
driving centrifugal pumps, as the armature shaft can be coupled direct to 
the pump shaft. These pumps are very portable, and they havq the advan- 
^2ge of being able to deal with dirty and gritty water, which would ruin the 
'^vorking barrels of an ordinary pump. For this reason they are very often 
sjipplied to coal-washing plants, where the water needed for washing is 
raised to the top of the washer and used over and over again. 

They are not so efficient as ordinary pumps except for very low lifts, as 
there is a great deal of slip, which increases as the height of lift increases, 
sind they are not very often used for heads over 50 feet, though occa- 
sionally used up to 150 feet. A great length of suction is unsuitable. 
Two or more pumps may be coupled in series with each other, and so the 
total head increased. Fig. 107 shows an electric motor coupled to two 
centrifugal pumps. 

The electric motor is also suitable for direct coupling to high-speed 
rotary pumps. 

Hlectric Haulag^e. — Electricity is now widely employed as a means 
of driving the various forms of haulage machinery found in or about the 
mine. The use of slow- and fast-moving band-ropes worked by an engine 
on the surface and carried down the shaft to the haulage drums in the 
mine continues to find very great favour, however, and there are in opera- 
tion haulage plants on this system which are worked at a less cost than 
would be the case if electricity were employed ; the workings, however, 
have been laid out specially with the idea of using wire-rope transmission. 
The methods of electric haulage may be divided as follows : — 

1. Single-rope haulage drums worked by electric motor. 

2. Main- and tail-rope drums worked by electric motor. 

3. Endless-rope drums worked by electric motor. 

4. Electric locomotives. 

Sing^le-rope Haulag^e is applicable when the coal-face is to the dip of 
the shaft, the empty trains running inbye under the influence of gravity 
and the full train being hauled up the incline by means of a drum. 

Such haulage gears may run at a high speed, ten miles per hour being 
attained if the roads are well laid out. 

If a motor of moderate speed were adopted running at, say, 250 revo- 
lutions per minute, it could be coupled to the drum by means of spur- 
gearing with only one reduction. 

The adoption of a slow-speed motor (though more expensive than high- 
speed) is advisable on account of the frequent stoppages required, as the 
windings of the armature are not subjected to so much strain, and so there 
is less liability to damage the insulation. If a high-speed motor is used — 
say, 500 to 700 revolutions a minute — then two reductions of speed may 
be required. 
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Where there is only a single reducrion of speed, this cannot always be 
I done effectually by means of a belt or rope-gearing, as in the case of a 

► heavy load a long and heavy belt would bt necessary. But where there ■ 

I are two reductions of speed, then a belt is generally preferred for several . 

I reasons. One is that the elasticity of a belt has a tendency to reduce : 

I shocks, which is beneficial to all pans of the machinery, and especially lo « 

I the electric motor ; and the other is that the belt works silently, whereas j 





high-speed gearing, where metallic wheels are used, makes a deafening 

clatter. The noise may be minimised by the use of a raw-hide pinion in 

where it is ."iuitable for the amount of work. In some cases the speed 

is reduced by means of a worm and worm-wheel. Bj' this means the 

necessaiy reduction of speed can be got with one reduction and with a 

snlent gearing. 1'he objection to this form of gearing is that from its 

nature there is always a great deal of friction, the worm rubbing upon the 

•teeth of the wheel, whereas in properly designed spur-gearing there is no, 

rubbing, only a rolling contact. The difference between the two kinds of 

illustrated by the consideration that well-designed spur-wheels may 

without any grease on the teeth, and with these teeth quite rou( 



'I 
I 
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to the touch, whereas no mechanic in his senses would start a worm to 
work against the teeth of a wheel that was rough to the touch or without 
lubrication. The difference is similar to that between a carriage on wheels 
and a sledge. A sledge, however, may run upon a smooth surface 
such as ice, and similarly worm-gearing may act satisfactorily if suffi- 
ciently well lubricated, and if the surface in contact is sufficient to prevent 
too heavy pressure at the points of contact so. as to drive out the oil 
from between the rubbing surfaces. In no case is worm-gearing as 
economical as spur-gearing, but there may be cases where loss of power 
may be tolerated for the sake of convenience and economy in first cost 
(though it must be borne in mind that economy in first cost at the motor 
must not be purchased by a greater outlay at the generator). Worm gear- 
ing must work in a bath of oil, and the oil should be constantly led away 
to a filter, so that all metallic and other grit may be removed before it is 
returned to the oil-bath. 

Fig. 1 08 shows a British Thomson-Houston electric hauling drum for 
use with a direct-current motor, fitted with a patent friction drum and brake. 
The drum is loose on the shaft and engages with a double-cone friction by 
a small end movement along the shaft. 

The work to be done in hauling a train up an incline is soon calculated. 
Referring to fig. 109, it will be seen that if a weight, w, is pulled up an 
incline by a pull, p, acting parallel to the incline, the distance on the incline 

Fk;. 109. 




VP 



being called / and the vertical height corresponding to that length being 
called h^ 

P X / = w X // 

, w X ^ 

and p = y -. 

Thus, on an incline rising 10 feet vertical in 100 feet measured on 
the slope, the pull on the rope in pounds for a weight of i ton would be 

2,240 X 10 |, 

p = ' ^ = 224 lbs. 

100 

To get the total load the friction of the tubs and rope must be added ; 
these vary with the conditions, and can be found experimentally. 
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Table showing Strain on Rope to Balance Dead Weight at Various 

Inclinations. 



Elevation ( vertical ) in loo feet 


vJorresponding Angle of 
Inclination 


Strain 


on Rope for a Load of 


(horizontal) 




I ton 


Feet 


c 




Lbs. 


5 


H 




125 


20 


"i 




452 


40 


2li| 




843 


70 


35 




1»293 


IQO 


45 




1,587 


150 


56.; 




1,872 


175 


60J 




1,952 



The dead weight to be lifted includes the coal or stone, tubs, and 
rope, and the friction of this may be roughly stated at 5 per cent, ^^t 
a straight road. The friction of the gearing, consisting of two reduc- 
tions of speed by spur gearing, or of one reduction by belt and one "V 
gearing, may be roughly put at 20 per cent. In order to get up sp^^^ 
rapidly there must be a considerable margin of power in the motor to 
impart the necessary velocity to all the moving parts, and this should "^ 
not less than 25 per cent, of the load ; therefore, the power of the motot 
should not be less than 50 per cent, in excess of the maximum f>^^^ 
required merely to hold the load stationary on the incline. When ^^ 
come to deal with crooked roads, and with the main and tail rope ^^^ 
endless rope, the friction of the rope is very much increased, and *^"^ 
amount of the increase depends to a great extent upon the care with wh i ^" 
the wheels and rollers to carry the rope are constructed, arranged, a- ^" 
lubricated ; and it sometimes happens that the power of the motor requir'^^ 
to do the work with ease is three or four times as much as would *^ 
sufficient simply to overcome the weight and friction of the train. \Vh^^ 



there is a heavy load on a steep incline it is much easier to calcula^^ 
the size of motor necessary, because here the weight is the chief considef^'^ 
tion, and the pull to balance that can be easily calculated ; but in the ca 
of a long and crooked road, worked main and tail, with a gradient ve::^ ^ 
slightly against the load, or level, or even in favour of the load, it is oft^^^ 
difficult to foresee what amount of power will be absorbed in friction ; an^^ 
cases have been known where a 50-h.p. motor was required to haul a loa^^ 
on the main and tail system at the rate of six miles an hour, the road beiir:^^^^ 
practically level, though undulating in places, but nowhere steeper tha^^^" 
I in 20, the total weight of train and rope not exceeding 20 tons. -^ 
must be borne in mind that the great secret of satisfactory working ^^' 
electric motors for haulage is to have them big enough, as then there is ler^^ 
strain and heating. The writers have known cases where, according to ^ 
liberal calculation, a 25-h.p. motor would be sufficient, and yet in practi^^^ 
a 35-h.p. motor was barely sufficient, and a 50-h.p. motor was found to 




ve the most salisfactory results, the extra power being required to over- 
)me the friction of the rope in passing round curves ; but there cannot be 
le least doubt in the mind of any mechanical engineer that if sufficient 
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care had been taken and sufficient expense incurred in the construction, 
arrangement, and lubrication of the rollers and pulleys, the friction might 
have been very greatly reduced ; but in the instance above alluded to the 
result was obtained with such skill and care as an ordinarily good colliery 
engine- Wright and manager are capable of giving. 

Main- and Tail-rope System. — With a varying gradient the set 
must be pulled both inbye and outbye, and consequently two drums are 
required. 

A plan frequently adopted for large installations is to drive by means 
of two motors, either of which in case of a breakdown could work the 
plant with a smaller load on. This method, where space permits, is an 
admirable one. 

A main and tail rope haulage plant, with rope wheel and spur gearing, 
is shown in fig. no. 

In calculating the power required on this system the heaviest gradient 
on the road is taken, and, in addition to the friction of tubs and main 
rope, the friction of the tail rope must be considered. 

Endless-rope System. — This is essentially a slow-running con- 
tinuous plant, and it follows that where it is applicable the amount of 
work to be done is much more equally distributed, and consequently the 
motors may be of smaller power The speed of hauling rope is usually 
about two miles per hour, consequently a high ratio of reduction is 
necessary. 

With spur gearing three reductions are usually required, but by driving 
from the motor with ropes or a belt, one set of spur-wheel and pinion is 
dispensed with. The strain on the motor, however, is much more uniform, 
and there is not the same necessity for a rope-drive as in the case of main 
and tail. Fig. in illustrates a type of endless-rope driving gear in which 
the speed is reduced by worm gearing. 

The majority of haulage plants in operation are on the continuous- 
current system, but poly-phase (generally three-phase) current is also 
employed. 

At the Park Colliery, Gars wood, and the Sand well Park Colliery, near 
Birmingham, three-phase plants have been erected by the Corlett Engineer- 
ing Company, of Wigan. The special feature of the poly-phase system is 
that the motors can be taken very near the working face without danger 
from sparking, and used for the secondary haulage between the face and 
the main haulage planes. 

At the Park Colliery the plant consists of a three-phase generator. The 
voltage is 500, and the current 80 amperes in each phase. The periodicity 
is 40 per second, and the speed 400 revolutions per minute. The exciter is 
a small four-pole continuous-current machine, shunt wound for a voltage 
of 75. The motors include one of 35 h.p., working a haulage plant ; one 
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■^f » o h.p., working a pump and haulage alternately ; and si>L of 4 h.p., firej 
^2.*" ^hich are driving pumps, and one a small hauling drum. 




1 



K 

^^^H The motors are all of the induction type, deriving their motion from I 
^^^V the revolution of the magnetism of the field poles (these poles themselves I 

I being stationary). The armature shaft is provided with slip-rings for the I 
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purpose of connecting the starting resistance. These poly-phase n 
will stop with an overload of about 15 per cent. 
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Fig. HZ is reduced from a working drawing, and shows a good arrange 
mentof pumps and hauling drums in one engine-house, by the Sandycroft 
Foundry Company Chester. 
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l-"or loDR distances, where ihe roads are crooked and the gradients 

, *-* liable, electric locomotives would possibly be more efficient than wire-rope 

tillage. The main objection to locomotives in a pit is the uncertainty of 

*^t? gradients and the fact that locomotives are not well adapted for 

^*"adients steeper than i in 50. In America there are many mines worked 

*'Om levels driven in the hillside, aird here the locomotive used on the 

^Virface is run into the mine as the gradients and other conditions allow. 

Continuous current is usually employed, the wcij^hl of the locomotive 

'^ing from 2 to 20 tons, the height of the smallest locomotive, excluding 

'hi; trolley, being 36 inches, and that of the heavy locomotive 46 Inches, 

a usual speed being from eight to ten miles an hour. 

Fig. 113 shows a British Thomson -Houston standard 8-ton electric 
I tuine locomotive. 
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CHAPTER X 

ELECTRICITY APPLIED TO COAL-CUTTING 

Pick Machines — Revolving-bar Machines — Disc Machines— Chain Machines. 

One of the most important applications of electricity to mining work, 
and one in which there is great room for development, is the driving of 
machinery for under-cutting coal to supersede the ordinary method of 
* holing * by hand. 

The advantages of machine-holing as compared with hand-holing may 
be summarised briefly as follows : — 

( 1 ) A greater proportion of round coal, owing to the reduction of the 
width of the holing, and owing to the greater distance the coal is under-cut. 
With a machine-cut the width of the holing will be uniform from 4 inches 
upwards, but with hand-holing the width will vary with the depth of the 
under-cut, because it is necessary for the workman to cut away sufficient 
coal to enable him to get underneath it, so that the width will vary from 
about 2 1 inches at the front down to nothing at the back. 

(2) The rate of ad\'ance of the face can be greatly accelerated. This 
is an important consideration in seams with a tender roof, and exposes the 
workman to less risk. 

(3) The machine-holing produces a straight line of cut, and this 
induces a straight line of fracture in the roof, and in this way a more 
$>*steroatic arrangement of timbering can be used than when hand-holing 
is practised. 

(4> The coal is ver>- easily and safely spragged. 

(5) The cv^t of working is greatly reduced (where conditions are 
tawmrable to its use), and* owing to the greater output, the quantity of 
\xxil nusod [KT nuin is nmch greater, and in many cases the wages earned 
are higher* than when holing by hand. 

^o) The increased rapidity with which the feioe is advanced enables a 
largv iv^imagt* 10 Ik* got from a shorter length of face, and so reduces the 
length v>r rwids to Ik* ke^H open. 

In the year ivks? the Home Secretary was furnished by the inspectors of 
lAi h di>irioi with a u turn of the prv^portion of coal-cutting machines in use, 
and Uv>m the ins|H\iorsi* ivports the table on page 179 has been compiled- 
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Dumber of Coal-cutters in Use in the United Kingdom in the Year 1900. 



No. of Coal-cutters 



District 



Compressed Air , Electric 



- Tons of Coal Wrought 



South-Westem 

East Scotland 

North and East Lancashire 



Newcastle 

Yorkshire 

South Wales . 

South Staffordshire 

Midland 

Liverpool 

West Scotland 

Durham 

North Staffordshire 



2 
9 

67 
10 

43 
44 
12 

10 
6 



12 



I 
8 



16 

6 

28 

2 

5 
3 



10,000 

297,290 

86,000 

150,000 

1,046,941 

Not stated 

40.707 

645,685 

500,000 

232,500 

192,504 

43»88o 



From this table it will be seen that on January i, 1901, there was a 
total of 316 coal-cutters in op)eration, which had mined over three and 
a quarter million tons in the year 1900, or i J per cent, of the total output 
for the United Kingdom. The number in use at the end of 1901, as 
given in Dr. Foster's report, was 345. In America the value of the coal- 
cutter has been more fully recognised, and it is estimated that there were 
in use, in twenty-two States, in 1900, 3,907 machines, mining 19*6 per 
cent, of the total output of the country, both anthracite and bituminous. 

As the thicker seams in this country are exhausted, the use of the coal- 
cutter will undoubtedly very largely increase, as it affords an opportunity of 
working at a low cost seams impossible to work at a profit by hand-holing. 

The motive power for coal-cutting machines is limited to electricity and 
compressed air, as will be seen from the above table, and compressed air 
has been up till quite recently the chief means of transmitting power from 
the surface to the face. As in drilling, however, so in coal-cutting, the great 
loss with compressed air arises from leakages in the i)ipes, which prove very 
expensive. A great deal of time, also, is taken in laying the pij^es and in 
coupling to the machine. With electricity the cables are easily laid along 
the gates and the coal face, a greater speed of cutting can be attained, and 
when the machine is not working no power is being consumed. 

Electric coal-cutters can be divided into the following classes : — 

(1) Pick machines, in which the coal is chipped away in a similar 
manner to that employed by the miner. 

(2) Revolving-bar machines, in which a number of teeth are fixed on 
the circumference of a rapidly-revolving bar. 

(3) Disc machines, in which teeth are fixed on the circumference of a 
horizontal wheel. 

(4) Chain machines, in which the cutters are fixed on an endless chain, 
(i) Electric Pick Machines. — Although there are several success- 
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lul compressed-air jiick machines, amongst oihers tht Voch and the 
Ingersoll-Sergfant, there has so far been very little development in ik' 
electrical pick machines, there bcini; only one at present on the market. 
The Morgan-Gardner Electric Pick Machine.— This cu- 

chinc. shown in |i_l;s. i 14 anJ 1 15, has a reciprocating piston actuated b) 
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a spring and cam, the spring striking the blow and the cam drawing the 
piston back. The cam is driven by an electric motor. 

'I'he stroke of piston is 8 inches, and runs from 175 to 135 strokes pw 
minute. The length of the machine is 7 feet ; the width over the whwl* 
is 71 inches, the weight being 750 lbs. 

This class of coal-cutter is popular in America, and is, of course, p«' 
ticularly adapted to pillar and stail working. The method of working is 
to place the machine on a board about 6 feet long and 3 feet wide, whirh 
is raised at the back so as to give the board an inclination of 4 or 5 ineho 
to the yard towards the face. The machine-man sits behind the ccal' 
cutter, with a hand on each handle, and the recoil is taken up by the 
inclination of the board, and by a leather buffer and air cushion sul^* 
back end of the cylinder. The speed of under-cutting is estimatedat from 
four to six times that attained by hand. The pick machine makes Irf* 
slack than ordinary hand-holing. 
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Fig. ii6 shows a section of the coal-face, with the comparative height 
of hand-holing, and that of the pick machine,* from which it will be seen 
^^t the latter makes 30 per cent, less slack than hand-holing. The chief 
advantage of the machine seems to be that it is light and easily moved. 
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(2) Revolving-bar Machines.— The most successful type of this 
Machine is the Hurd Coal-cutter, manufactured by Messrs. Mavor & 
Coulson. 

The Hurd Coal-cutter. — This machine consists essentially of five 
JJarts: (i) Cutter-bar, (2) gear-head, (3) motor, (4) switch-box, (5) hauling 
^ear. The cutter-bar is made of mild steel, and is tapered towards the 
^nd ; it has a spiral thread, and conical holes to receive the cutters are 
drilled on the thread and also between the threads. By fixing the cutters 
on the thread a greater width of holing can be got ; if a less width of 
holing is wanted, the cutters are fixed between the threads. 

The arrangement of gearing will be seen in figs. 117 and 117A. The 
motor shaft, which has a bevel wheel, «, on the end, projects into the gear- 
case and drives the upper bevel wheel, ^, on the vertical shaft, the reduction 
in speed being 2 to i. The lower bevel wheel, r, on the same shaft engages 
with a pinion, d^ which drives the bar. A reciprocating motion is given to 
the bar by means of a worm, w (see fig. 118), on the boss of the bar-driving 
pinion, gearing into two small wheels, e and/ each of which drives a toggle 
by means of an eccentric pin. The toggles impart a to-and-fro movement 
of about 2 inches to the thrust-block, g^ which is communicated to the 
cutter-bar, there being a feather on the latter which enables it to pass to 
and fro within its driving pinion. The rack, h (figs. 117, 11 7 a), on the lower 
part of the gear-case, in conjunction with a pinion not shown in the illus- 
tration, enables the lower part of the gear-head with the cutter- bar to be 
revolved in a horizontal plane round the vertical axis ; by this means the 
machine can be made to cut its way into the coal at starting, and also the 
cutter-bar can be brought out for the purpose of renewing the cutters. 

The complete machine is shown in fig. 119, and it will be seen that 

* * Coal-cutting by Machinery,' by Mr. W. Blakemore; Transactions Inst, Mining 
Engineers y xi. 179. 
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Figs, 117 Mid M7A, 




the bar can also be revolved in a vertical plane by means of a wonn 
and worm-wheel. The haulage gear is worked by a worm fixed at the 
end of the annature shaft, and is of the usual pawl and ratchet-wheel type- 
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The electric motor may be either continuous- or alternatmg-current, 
but the majority of the machines at work are on the continuous-current 
system, with series-wound motors and carbon brushes. The machines are 
made in three standard sizes, as follows : — 



Extreme length 


. i 6 ft. 6 in. 


,, width 


.1 2 ft. 6 in. 


,, height aU»vc rail 


I ft. I in. 


Weight of machine 


19 c\%l. 


>» »> "^r 


ij cwt. 


Depth of undercut 


( 2 ft. 6 in. to 
• : \ 3 ft. 6 in. 


Power of motor 


. ' 12B.H.P. 


Pressure or voltage 


400 volts 


Gauge of rails 


f I ft. 6 in. to 
* 1 2 ft. 3 in. 


Weight of rail.N 


22 Il>s. I er yd. 



Small Medium I-arge j 

I 

I 

9 ft. 3 in. 9 It. 6 in. 

2 ft 8 in. 2 ft. 8 in. 

1 ft. 4 in. I ft. 10 in. ' 
30 cwl. 45 cwl. , 
2 J cwt. 3 cwt. ' 

3 ft. to 4 ft. 6 in. 4 ft. to 6 ft. 

18H.H.P. 26H.H.P. i 

400 volts 400 volts 

I ft. 9 in. to I ^ r* ♦ ^ A - \rs 
r^ . ' 2 ft. to 2 it. 4 m. 

2 ft. 4 m., 

25 ll)s. j)er yd. 28 lbs. per yd. 

The speed of the bar is from 400 to 500 revolutions per minute, which 
necessitates only one reduction in gearing, and consequently absorbs less 
power in driving than a machine requiring a double reduction. One 
great advantage is that the coal, after being under-cut, can be spragged close 
up to the bar and within a few inches of the solid coal ; while with the 
disc machine the sprags are necessarily as far off as the diameter of the 
wheel. The bar, also, is more readily recovered in case of a fall of coal. 

At the Ackton Hall Colliery, Hurd machines are working very success- 
fully in a seam of moderate thickness. On the occasion of a recent visit 
the machine was cutting 5 feet 8 inches under, the width of cut being 
6 inches at the front and 5 inches at the back. An alternating-current 
motor of ample size drove the bar, and there was no difficulty in starting 
the machine. The rate of advance, as noted at the time, was 1 foot a 
minute, but according to the operator the usual speed of cutting was 1 yard 
in 2.i minutes, while in a run of 6.1 hours, allowing for stoppages and laying 
rails, &c., 60 yards had been cut. The time taken to change the teeth 
(39 in all) was from thirty to forty minutes. 

At a Staffordshire colliery * a machine under-cut to a depth of 
3 feet 6 inches at a rate varying from i .J to 2 feet a minute, and, count- 
ing stops, the rate was 24 yards per hour. 

Modifications of the Bar Machine.- There have been many 
different types of bar coal-cutter, which have met with varying success. 
A machine recently described, called the * Lee Coal-cutter,' * has one or 

* Transactiofis Inst. Mining Eiif^inars^ xvi. 449. 

* *An American Longwall Mining Machine,' by H. Foster Bain; Transaction 
Inst, Mining Engineers i xix. 144. 
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two novel fealurt;s. The ordinary form of haulage gear, consisting of a wi 

ropt' attached to the machine and carried round a pulley some distance in 
advancu, is dispensed with, and in its place one of ihe mils on which the 
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iMu:hinc rons is notched like « rack. >nd the machine propeb itself b)' 
mewns of two toothed wheels meshing with the nek bar. With this 
vmniteflhem k straight &c« is not AbsolutcW necessary. The cutters, al 
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instead of being held in holes drilled in the bar— which of necessity must 
weaken it — are carried on a spiral of tool steel, which can be slipped off the 
ijar when the teeth are dull or worn out. The machine is said lo have 
done good work at the Mystic Mine, Iowa, U.S.A., where twelve are at 
work undercutting 2 feet (i inches under in a seam 2 feet 6 inches thick. 

Heppell and Patterson Coal-cutter.— 'I"his machine, which is 
also of the bar type, differs in important details from those already men- 
tioned. The cutters are fixed in three dovetailed grooves in the cutler- 
bar ; they are kept in position and at the right distance apart by strips of 
metal, so that they can be arranged in ajiy way desired. The ifSris from 
the cuiter-bar is also brought out by means of a small endless-chain con- 
veyor which works at the side of the bar, thus getting over one of the diffi- 
culties urged against the bar-cutter. 

Jeffrey Bar Machine. — In this coal-cutter the bar, instead of working 
at right angles to the face, works parallel to it. It is driven from an 
electric motor by a chain belt and sprocket-wheel, and is carried on a 
frame which is gradually advanced into the coal as it is cut away by the 
lur. This machine is not largely used, having been superseded by the 
Klectric Chain Machine (see page I'jz). 

{3) Disc Machines. — This is the most popular type of machine in 
this country, and there are m.iny varieties successfully working. 

Ctarke & Steavenson's Electric Coal-cutter.— This machine 
'fig. lao) consists of a continuous-current series-wound motor, on the 
innature shaft of which is a bevel pinion with 16 teeth, which gears into a 
ievel wheel on an intermediate shaft with 40 teeth. A spur wheel on this 
titermediate shaft with 13 teeth gears into another spur wheel on the 
Iriving shaft with 39 teeth, and at the end of this shaft a wheel with 18 
eeth gears directly into the cutting'wheel, which has 125 teeth, 

The advance of the machine is obtained automatically in the usual 
"nanner. A crank on the first-motion shaft is connected by a rod to a pawl 
ir ratchet working on a toothed wheel ; the throw of the crank can be 
>-aried so as to make the latchet engage more or fewer teeth on the wheel. 
Dn the same shaft as the ratchet-wheel is a small pinion which drives a 
winch, and a steel-wire rope is taken from this round a pulley some 50 or 
5o yards in advance and back to the machine. The cutting-wheel makes 
about 30 revolutions per minute, but, the motor being series-wound, the 
speed of course varies with the load. There are 20 cutters, 10 straight and 
10 V-sliaped, arranged alternately, and the width of cut is 4 inches. 

The motor is enclosed inagas-tight case, and is of 30 h.p.^the makers 
having found that the secret of success in coal-cutting lies in having a 
motor of ample size for the work to be done — the h.p. necessary to drive 
the machine in average ground being about 20. The motor is pro- 
vided with a starting swiich and a resisLince to regulate the current. The 
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:, standard t 



is made in thrte size 
! inches; No. i, medium type, height from floor, 21 inches; No. 3, 
iow type, height from floor, 20 inches. Three sizes of wheel have also 
been made— a 4(001 wheel, undercutting 3 feet 6 inches ; a s-foot 
wheel, under-cutting 4 feet 6 inches; and a 6-foot wheel, under-cutting 
5 feet 4 inches. The weight of the machine varies from 35 cwt. to 2 tons. 
In a recent visit to Lidgetl Colliery, near Barnsley, where several of 
these machines have been at work for some jears past, the following notes 
were made, which will be of interest as showing what is actually being 
done by coal'CUtters. The seam worked is of the following section ; — 

• Good house coal . .2 feet 

Holing dirt . . . . 4 to 6 inches 
Inferior coal . .9 inches 

The cut is made in the holing dirt, and the collier gets up the bottom 
coal, part of which is sent out for consumption at the colliery, and the rest 
is thrown into the goaf Two electric machines are at work, and these are 
both cutting at night, but only one during the day. The cutter-wheel is 
4 feet diameter, with a 3-root 6-inch under-cut. Two men operate the 
machine. The machines work on a face of yoo yards, gates are 22 yards 
apart, with cross-gates every 50 or 60 yards. One collier and a boy work 
in each stall. 'ITjc whole length of i)oo yards of face is cut in a week, and 
the machine is taken along the cross-gate and starts again at the beginning 
of the face. The cables supplying the coal-cutters are brought along the 
cross-gate and up every other gale to the face. Switches are fixed at each 
of these gale ends. The cables used arc separate cables — not concentric. 

The actual speed of cutting when the machine was seen at work was 
4 yards in 5 minutes. It was stated that in a shift of 8 hours 80 yards 
has been cut ; deducting snap time, ivc, the actual time spent in cutting 
would lie about 6.', hours. 

Diamond Coal-cutting Machine. — This is another successful disc 
machine, very similar lo that last described — that is to say, on the lines of 
the original Giilott & Copley machine. The design is largely due lo 
Mr. W. E. Clarforth, of the West Riding Collieries, Normantpn, who has a 
very large exprerience of coal-cutting. He was the first to advocate a deeper 
under-cut, which has been the means of largely reducing the number of 
shots required to blow down the coal ; besides which, of course, a smaller 
number of cuts is retjuired for a given advance of face, so lessening the 
labour in timber-setting, &c. 

The machine is illustrated in fig. lai. It will be seen that there are 
two motors, one on each side of the cutting-wheel ; this, of course, increases 
the length of the machine somewhat, but that is immaterial in a long-wall 
face. The advantages of having two motors are— first, that the balance of 
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ie wheel is improved ; and, secondly, that, owing to the.se motors being 

"malier than if only one were employed, the diameter of the armature is 

less, and a lower build of coal-cutter is obtained for very thin seams. The 

motors are from 10 to 12 h.p., and run at a speed of 750 revolutions per 

minute, ^\'hen the voltage is below 100, the motors are connected in 

parallel, but above that vohage they are connected in series with each other. 

Another admirable feature of the machine is the patent cutter-box (see 

'f lix). The cutler-wheel has lugs on iis circumference on to which the 




rr-box fits : each box holds three teeth, and the number of boxes on the 
eel varies with the si^e, the 5-foot 6-inch wheel having ten bo.ves, and 
e 7-fool 6-inch having fifteen. 
These cutter-boxes greatly expedite the operation of changing the teeth, 
md in thin seams, should it be required to cut both ways, (his is done by 
simply reversing the motor and turning the boxes the other way round. 

The speed of the cutting-wheel is from lo to 15 revolutions per minute. 
The standard machine is made to hole to a depth of 5 feet fi inches, and 
a width of 6 inches, the gross weight being 4a cwt., the weight without 
cutter-wheel and bracket being 30 cwt. The length of frame over all is 

I feet 6 inches ; width, 3 feet 4 inches ; and height from floor, 25 inches. 
I The smallest machine built so far has a height from the floor of 
^ inches. 
i Fig. 1*3 shows an arrangement whereby the coal-cutter can be made 
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At the Middleton Colliery,^ near Leeds, two Diamond machines are 
employed in the Crow Coal, a seam which has only recently been opened 
out The seam lies at a depth of 226 yards from the surface, and the 
section is as follows : — 



Roof Blue Bind 
Coal 

Holing dirt 
Johnny coal 



I foot 6 inches 

9 inches to 18 inches, very hard 

6 inches 



The coal is very tender, which necessitates it being got on the * end,* 
the * bord * faces which are necessary to open out are got by hand-holing, 
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Diamond Coal-cutfer : *Cutting-in' Arrangement. 

and the dirt is so hard that the holing has to be done in the coal, the yield 
from a * bord ' face being consequently practically all small coal. 

The standard machine is used, with an under-cut of 5 feet 6 inches ; 
voltage 300, continuous-current ; the length of face on which each machine 
works being 260 yards, with gate roads every 40 yards. The main cable 
goes down the gate at the centre of the face, and the feeder to the machine 
is taken from it to the right or left, as required. The cables employed are 
armoured, but the armouring does not constitute the return. The machine 
is flitted, not made to cut back, the objection to the latter method being that 
the haulage-rope has to be carried over the motors and it is found incon- 
venient. The rate of advance is 50 lineal yards in a shift of about 8 hours. 

The table given on the following page is taken from a valuable paper 
on coal-cutting machines by Mr. W. E. Garforth,' and furnishes details of 
the performance of Diamond coal-cutters in three different seams. 

The Jeffrey Long^wall Coal-cutting Machine.— This is an 
American machine of the disc type. It differs in one or two points from 
those already described, and will be seen in fig. 124. The parts of the 

' Particulars supplied by Mr. John Neal, jun. 

- Transactions Inst. Mining Engineers ^ xxiii. 312. 
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machine are balanced (the motor balancing the wheel) so that it is possible 

tiy use only one rail, the side thrust being taken by sleepers held in 

position by screw-jacks fixed against the roof. The cutter-wheel may 

lilted up or down by means of a hand-wheel, and by this means 

i^qualities in the floor can be successfully cut over. 

The gearing is similar to thai already described, but is enclosed in a 

Performance of Diamond Coal-cutters. 



irm 



Section of seam — 
Roof: Blue bind 
Seam : Coal . 

Inferior coal and dirt 
Thill : Sparin . 
X)epth below surface 
Inclination of seam 
3rIethod of working 



Depth undercut by machine . 
Thickness of cut ..... 
Average distance over one month cut by 

machine per eight-hours' shift . 
Number of men employed with machine . 
Average weight over one month got per 

man per shift ..... 
Weight of coal in tubs .... 
Average number of tubs filled per man 

per shift ...... 

Average wages over one month earned 

per shift : stall men .... 
Average wages over one month earned 

per shift : fillers .... 
Conditions of work .... 



Special men drive and clean up small 

coal and dirt after the machine . 
Thickness of dirt taken up for packing 
Diameter of props . 
Width between props 

Dimensions of chocks 
Width between chocks 

Thickness of ripping 
Width of ripping . 
Getting price : hand-holing 

,, machine-holing 



Case A 



Case B 



Case C 



I 2 ft. 10 in. 
I 9 in. 

390 ft. 

I in 16 

Ix)ngwall 

; and packed 

gateways 

5h ft. 

5i in- 

180 ft. 
3 

170 cwt. 
5 cwt. 

34 

loj. $(i. 

IS. 3d. 



4 ft. 
15 in- 



3 ft. 3 in. 
9 in. 



960 ft. 1,500 ft. 

Level Level 

End-on longwall and 

packed gateways 



sift. 

5 to 6 in. 

226^ ft. 
3 

II I J cwt. 
8J cwt. 

13 
gs. lo^tf. 

8j. 



sift- 

5 to 6 in. 

129 ft. 
3 . 

1 30 J cwt. 
8J cwt. 

16 

los. g\d. 

7s. Sd. 



Stallmen do timl>ering, filling, packing, 
making height, &c. 



4 m. 

3l in- 

4 ft. 

I Chocks are ) 
- used where 
( required ) 
24 in. 

5 ft. 
IS. lid. 

is. 



Paid datal wages 

15 in. 7 in. 

6 in. 5 in. 

4 ft. 4 ft. 



5x 5x 19 in. 
24 ft. 

36 in. 

7 ft. 
IS. gd. 

IS. 



6 X 6 X 1 5 in. 
24 ft. 

28 in. 
7 ft. 

lid. 



^:asing so that it can run in oil — a great advantage where it can be applied, 
as it makes the machine much quieter in action. The machine is driven 
by one shunt-wound motor of 25 h.p. It is a question whether the shunt- 
wound machine is as suitable for this purpose as the series-wound, as it 
will not start against a heavy load, and consecjuently there might be a 
little trouble in starting the machine if stopped during a cut. The cutter 
has from 20 to 25 teeth, and makes 40 to 45 revolutions per minute. The 



f 


haulage-drum is provided with a friction-clutch, which, in case of excessive 
strain, slips and eases ihe machine. The rate of advance is, of course, 
variable and can lie varied from 8 inches to 24 inches per minute. 

This machine is in use at a Yorkshire colliery, and was inspected liy 
the writer a short time ago. 

The seam is 180 yards from the surface, and about 3 feet thick. The 
coal-cutter is at present about two miles from tht pit bottom, the voltage 
at the generator on the surface being 500, and about 450 at the motor. 
The amount of current taken by the machine is 30 to 40 amperes normally, 
but in cutting through ' brasses ' and stone, which are met with frequently, 
the current goes up to 70 and 80 amperes. The cut is 5 feet 6 inches 
deep by 6 inches high. Three men are at the cutter, and one man goes in 
front of the cutter and behind the fillers, timbering and dressing the face 
Vu:. U4. 


1 








I 


down for the curler. The average cut per shift is 40 yards, but the ntachine 
is actually running only about half the shift, the rest of the time being 
spent in timbering, laying rails, &c. The face is 500 yards long, and the 
cutter works three shifts, filling being done on two shifts. The gates are 
22 yards apart, and there is one filler at each side of each gate. The handle 
used to tilt the wheel is constantly in use. The cables in the roads are mostly 
concentric with the return conductor uninsulated ; but the cable in the face, 
which is drafted after the cutter, is a twin cable wound round with tar bind. 

(4) Chain Machines.— This class of coal-cutter has found great 
favour in America, where disc machines are comparatively rare. It is only 
fair to say, however, that the first chain machines were designed in this 
country about thirty-five years ago. 

Jeffrey Chain Coal-cutter.— This machine is designed specially for 
pillar and stall or ■ room ' working, and is used in this country for heading 
work. It consists (see fig. 125) of a stationary frame inside which slides 
the cutter-frame, to the rear end of which is attached the electric motor. 
The motor drives, by means of spur- and bevel- gearing, a sprocket-wheel 


■ 
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which works the chain, on to which straight teeth are fastened, the teeth 
being set like those of a saw. On the under side of the stationary frame 
will be seen a rack, and there is a similar rack on the other side ; this is 
the feed-rack ; the spur-wheels which engage in the rack are driven by 
means of the worm-gearing shown in the figure. 

Screw-jacks are provided at both ends of the stationary frame. In 
starting a cut, the front and back jacks are screwed firmly against the face 
and roof ; the motor is then switched on, and this causes the chain -cutter to 
revolve in its frame, and the teeth on the front end of the chain, being in 
contact with the face, cut into the coal ; at the same time the feed-gear 
worked by the worms advances the motor and the frame in which the 
cutter-chain revolves into the coal, the cut thus getting deeper and deeper. 
At the end of the cut the motor is reversed and the sliding frame travels 
back along the stationary frame in readiness for the next cut. The machine 
is then moved laterally across the face, a distance equal to the width of the 
cut, and another cut is made, and so on 

A trolley is provided on which the machine can be transported from 
place to place, and, if necessary, the electric motor can be made to work 
the trolley, thus dispensing with a horse. The electric motor is of 1 8 h.p., 
shunt wound, the average horse-power required being about 12. The 
machines are built to cut 5 feet, 6 feet, and 7 feet, the width of cut being 
39 inches or 44 inches, and the depth of cut 4 inches. The length 
required in which to work the machine is about 6 feet longer than the 
distance under-cut, which of course makes its use in a long- wall face 
impracticable. 

On a recent visit to the Stantop Colliery, Burton-on-Trent, this machine 
was seen at work driving a heakding in the Stocking Seam which is 
6 feet in thickness ; only 4 feet 6 inches of coal is taken out in the heading, 
the rest being left as a roof. The machine took a cut of 39 inches in 
width to a depth of 5 feet 8 inches to 5 feet 10 inches. Owing to the floor 
lifting a little it was found better to make the cut in two operations— /.er., 
to cut in half-way, then reverse and start again at the -beginning and cut 
the remaining half. The height of cut was 4 inches. The width of heading 
was 9 feet, which necessitated three cuts. The first cut was made in 
about 6iJ minutes ; 10 minutes were occupied in moving the machine ready 
for the second cut, which was made in 6i minutes ; 6 minutes w^ere 
occupied in shifting the machine for, the third cut, and' 6.] minutes were 
spent in cutting. This makes a total of 35I minutes in under-cutting a 
place 9 feet wide to a depth of 5 feet 8 inches, or about 51 square feet, 
and it will be seen that this performance compares very favourably with 
that of any coal-cutting machine. 

Mr. Robert Hay, the certificated manager, informed the writers that he 
had driven a length of 30 yards of coal-heading 9 feet wide in six days. 
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At the mines of the Youghiogheny Coal Company, Pennsylvania,^ a 
large number of Jeffrey machines are in operation. The seam is worked 
on a modification of the pillar-and-stall system, with stalls 36 feet wide, 
separated by ribs of coal 6 feet wide. The long- wall system] cannot be 
adopted, as there is no material available with which to build packs. The 
following table is given by Mr. (iresley : — 

Tarticulars of Results of Electric CoAL-curriNG Machines. 
Type of Machitu and Number in Use^ II ^Qf>voU Chain-cutter Breast Machines, 



Builders of machine, including motors 

Depth of cut made by machine 

Width of cut made by machine 

Height of cut made by machine 

Weight of machine .... 

Horse-power of motor on machine . 

Area under-cut per run or cut 

Time occupied in making one cut . 

Power consumed when cutting 

Power consumed when backing out 

Average number of cuts per shift . 

Number of shifts of 9 hours per day 

Tons (2,CXX3 lbs.) produced per shift per machine 

Time occupied cutting 

Time occupied moving machine ab^ut, changing bit« 
&c 



Average number of cuts made in each 21 -foot room 
Number of bits on a chain .... 
Weight cut per chain used up . . . 

Production per man by machine per day 
Production per man by pick work . 
Kumber of 2 1 -foot rooms apportioned to each machine 

per double shift . . 
dumber of men operating machine • • • . 
Fewer men employed where machines operate or in 

creased production per miner by use of machines 
Less pit room occupied by machines 
Output per machine per year .... 
Cost of blasting and loading up machine-cut coal 
Cost of under-cutting by machines . 
Approximate saving by machines, including renewals, 

interest, and depreciation ..... 



Jeffrey Manufacturing Company, 

Ohio. 
69 inches. 
36 inches. 
4 inches. 
2,800 lbs. 
12 

17 square feet. 
4*5 minutes. 
154 h.p. 
2-8 h.p. 

30. 
2. 

60. 

Al)out 3 hours. 



Alx)ut 6 hours. 
7. 

45. 

35,000 tons (2,000 lbs.). 

6 tons. 

4 tons. 



24. 
2. 



33 per cent. 

33 per cent. 

28,000 tons (2,000 lbs.). 

One-half pick mining rate. 

One-eighth pick mining rate. 

Per 2,000-lb. ton, 9 cents ( = At\d. ), 



In a recent paper in the * Transactions of the Institute of Mining 
Engineers,' * a comparison is instituted between a disc machine and a chani- 

• * Central Station Electric Coal-mining Plant in Pennsylvania, U.S.A.,' by W. S. 
Gresley ; Proc. Inst. C,E. Part I. 

* * Mechanical Under-cutting in Cape Colony,' by John Colley ; Trans. Inst. Mining 
EngineerSy xxii. Part I. 
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breast machint, and the writer of the paper comes to the conclusion I 
for their particular mine the chain-cutler has decided advantages. The 
mine is worked on the double-stall system, with stalls 60 feet wide ; 







30-foot ribs between the stalls. The roof is of hard sandstone rock, which * 
allows of the neire.-isarj- width in the face for the Jeffrey machine. The 
advantages claimed for the chain machine are that it requires about 30 iter 
cent, less power, that it only makes half ihe noise, that it is impossible (atm 




: Lo\. 
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it 10 climb up or down in the coal. There are verj' few mines, howvvcr, 
where it would be considered advisable to have a space of 12 feet between 
Ihe face and the timbering, and this could not be accom plished at the mine 

in question were il nut for ihe ribs of coal left. 



STANLEVS HEADING MACHINE 



Other Chain Machines.— A similar machine to the Jeffrey is. ihe 
(loodman Electric Chain-breast Machine (see fig. 12I3). It ditTers from 
the Jeffrey in having rollers fixed at the rear end, which nialerially add to 
ihe speed with which the machine is shifted across the face. The stationary 
frame also is of different construction, ihe cutter-chain being supported 
entirely under the frame, thus enabling a cut to be taken directly at floor 
level. The motor winding is so compounded that it automatically 




i down with hca\y cutting or extremely 



s to have a narrow chain 
1 fig. 127) similar to the 
4 ihe writers know, such 



spt-'td with light cutting and slos 
dull bits. 

.\nother modification of the chain machine is 
working at right angles to the face (as shown in 
original form of Baird Coal-cutter, but, as far a 
machines have not been largely introduced. 

Stanley's Coal-heading: Machine.— This well-known heading 
machine can also be driven electrically. The double form is shown in fig. 
ij8. This is a 4-fooE by 8-foot machine, the dimensions over the frame 
and gearing being 6 feet 3 inches by 5 feet 10 inches by 3 feet. It h fitted 
with a 30 h.p. motor, and the total weight is about 5 J tons. 
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CHAPTER XI 

TYPICAL ELECTRIC PLANTS RECENTLY ERECTED 

Continuous-current Plant — Three-phase Plant — Continuous-current and Three-phase 

Side by Side. 

The first plant described, and illustrated diagrammatically in fig. 129, is 
a continuous-current plant recently erected under the supervision of one 
of the authors at a large Yorkshire colliery. * As will be seen from the 
detailed particulars given, the plant consists of two' separate electric 
generators, each driven by a steam-turbine (De I^aval). The power of each 
turbine generator is 100 kilowatts, or about 133 E.H.P., and the total h.p. 
is therefore 266 E.H. P., equivalent to, say, 300 LH.P. in the steam-engine. 
The steam pressure as delivered to the turbines is about 100 lbs. per square 
inch. The exhaust steam from each turbine is condensed by means of a 
jet condenser. The condensation water is taken from the cold-water re- 
servoir adjoining by means of a small centrifugal pump driven by a De I^val 
turbine, which raises the water to a height of about 7 feet above the steam- 
turbine. There is a separate condenser for each engine. A vacuum of 
25 inches is obtained. The plant works with great steadiness and has given 
satisfaction. The full voltage of 275 is not at present always in use, as 250 
volts is sufficient. The higher voltage will be used when the power is taken 
to greater distances from the generator. 

Cables. — From generating station along overhead line and down shaft 
to (3) pump, 91/095,*^ insulated with vulcanised indiarubber, taped and 
braided : carried by leather suspenders from -i-inch straining wire, stretched 
on insulators from pole to pole ; fixed to headgear in clamps similar 
to those used for guide-ropes ; carried down shaft in wooden casing 
carried on buntons 6 feet apart, as shown in fig. 130. The cables are 
laid in the i.]-inch grooves, and cemented in with bitumastic solution. 
From Q) pump along level to top of incline, 19/14 ; down incline ; 19' 14 ; 
along level to haulage Q, 7/14; down dip to pump Q, 7/16 ; down 
shaft to pumps (e) and (7), 9i/*o95 ; down engine-plane to @> (9), and 
(3> 37/13 '■> along level to (11) and (xa), 718. 

^ Since this (lesiTij)tit;n was written another turbine and electric generator have been 
added, and the waste j;ases from the coke ovens have l)een used to generate steam. 
'^ 91/ '095 = 91 wires, each '095 inch diameter. 



) Generating Station.— Plant : Two steam-turbines (De Laval), i5oh.p. each, geared 
to two double generators (Greenwood & Batley), compound wound, two arma- 
tures being connected in series, each giving 275 volts and 180 amperes ; speed of 
generators, 1,085 revolutions per minute. Switchboard : Apparatus for running 
two turbine sets in parallel — two ammeters, one voltmeter, two automatic maximum - 
current cut-outs, two equaliser switches, four single-pole switches, two field rheostats, 
one two- pole feeder switch ; lightning arrester. 

) Eighty 16 candle-power lamps on surface. 

) Pumping Station. — Plant : Three-throw 12" x 18" single-acting pump (Stephenson) — 
head 358', suction 12', 27 revolutions per minute ; 122 h.p. shunt-wound open 
motor (Brit. Thomson- Houston Co.), 500 revolutions, geared to pump. Switch- 
board : One ammeter, one overload cut-out, one two- pole switch, one starting switch 
and rheostat. 

) Ilauling-engine House. — Plant: 3' 6" main rope hauling drum (Heenan & 
Froude) and gearing; 35 h.p. compound -wound motor (Wilson Hartnell), driving 
by belt ; starting and reversing controller with five diverter resistances (Brit. 
Thomson-Houston Co.). Switchboard : One ammeter, one double-pole switch and 
fuses, one automatic cut-out. 

) Dip l*ump. — One three-throw 4" x 6" single-acting pump (Scott & Mountain) ; 5 J 
lup. shunt-wound motor (Brit. Thomson- Houston Co.), 700 revolutions per minute ; 
head 80' ; 1,950' of 2j" delivery pipe. Switchboard : One ammeter, one double - 
pole switch and field discharge resistance,' one starting-switch and rheostat with 
automatic zero- and maximum-current release. 

) Pumping Station. — 7" x 12" three-throw pump (Warner), rope-driven— head 280' ; 
25 h.p. Crompton motor, shunt-wound, 550 revolutions per minute. Switchboard : 
One ammeter, one two-pole switch and fuses, one starting switch and rheostat. 

) Spare Pump to (V). — 8" x 12" three-throw pump (Stephenson), belt-driven ; 35 h.p. 
shunt- wound motor (Wilson Hartnell), 800 revolutions. Switchboard : One 
ammeter, one two-pole switch, one automatic circuit-breaker, one starting switch. 

) Hauling Engine. — Main and tail haulinj; drums, 5' diameter, and gearing and 
clutches (Sandycroft Foundry Co., near Chester) ; 50 h.p. shunt- wound motor (Brit. 
Thomson- Houston Co.), 900 revolutions. Switchboard : One ammeter, one over- 
load release, one two-pole switch, one starting switch and rheostat. 

) Pumping Station.^6" x 12" three-throw pump (Stephenson)— head 320', 2,850' of 
5" delivery pipe; 35 h.p. shunt-wound motor( Wilson Hartnell), 800 revolutions; 
liquid starting-switch. Switchboard : One ammeter, one two-pole switch, one auto- 
matic circuit -breaker. 

) Spare Pump to (V)'~^ ^ ^' ^hree-lhrow pump (Scott &. Mountain) ; 25 h.p. 
shunt-wound motor (Scott & Mountain) ; starting-switch. Switchboard : One 
ammeter, one voltmeter, one two-pole switch, one automatic circuit-breaker. 

) Centrifugal Pump. — 4" Invincible pump(Gwynne), belt-driven; 7 h.p. shunt-wound 
motor (Scott & Mountain), 1,350 revolutions. Switchboard : One two-pole switch, 
one starting switch with automatic maximum- and zero-current release, one field 
discharge resistance— head nil, 4" delivery pipe, discharging into suction of (^ 

^ Centrifugal Pump. — 3J" Invincible pump ; 5J h.p. shunt-wound motor (Brit. 
Thomson- Houston Co.)» 75o revolutions. Switchboard : As (7x^; head, 15', and 
1,410' of 3§" delivery-pipe. 

' The ' field dischai^e resistance ' is a resistance connected across the terminals of 
le shunt coils to take the self-inductive discharge produced on breaking the shunt 

icnt. 

{To/ace ^€^g tq& 
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Cables down the pit are kept, where possible, at opposite sides of the 

road. Where the roof and sides are strong they are fastened to props or 

bars by wooden cleats screwed on to the timber. Where the roof is not so 

good they are hung by tar-band from the bars, and a little slack left between 

adjacent points of support. All cables have vulcanised insulation, taped 

and braided. 

Fk;. 130. 
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Currents taken. — 

Q Eighty lamps on surface . 
(7) Three-throw pump .... 
Q Single-rope haulage .... 
Q Three-throw pump .... 

(6) Three-throw pump .... 

(7) Three-throw pump (duplicate) . 

(?) Main and tail haulage 

/7) Three-throw pump .... 

(10) Three-throw pump (duplicate) . 

(xx) Centrifugal pump . 

(12) Centrifugal pump .... 
Thirty-six lights underground 

Total current liable to be on at once 
including duplicate pumps) . 
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Further plant in course of erection will utilise the whole of the power 
of the two generating sets, 

Switchboard.^Fig. 131 shows the connection of the switchboard, &c., 
in the generating station. The thick lines represent the cables along which 
the main currents pass, and the thin lines the shunt, voltmeter, and 
equaliser wires. Starting from the positive brush of one generator, the 




[ PIELD REGULATIN 
RESISTANCES 



current [wsses through the series windings, the main switch, the automatic 
overload cut-out, the ammeter, and so to the positive bus-bar. Starting 
from the same point in the op{)osile direction, the current passes through 
the armature to the negative brush, to the positive brush of the other arma- 
ture, through this armature to the negative brush, the main switch and the 
negative bus-bar. 

The voltmeter is connected through a two-way switch across the 
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terminals of either machine. The middle wire (or equaliser) starts from 
the positive brush, through the equaliser switch, to the ecjualiser bar. 

Fig. 132. 
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Liu.EV Drift Installation: Encinks. 
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The shunt-fields are connected from outside the series- winding, through 
the regulating resistance, to the negative terminal. These regulating 
resistances must be adjusted until both machines give exactly the same 
voltage, so that the readings of the two ammeters are identical, showing 
that each machine is taking its proper share of the load. 

The feeding mains are connected to the bus-bars through the main 
feeder switch. 



STrrn 




Other Switches. — One douhle-pote switch in generating station for 
surface lighting; two single-pole switches at junction near pump Q, 
for cutting off (4) and (7) ; four single-pole switches at junction of engine 
plane and level for cutting oR Q and (V) ; four single-pole switches near 
pump \i) for cutting off Q and (j), and also (i)i (s). ©, ©, and (o). 



Three-phase Plant — The following is a description of a 
recently erected by the Corlett Electrical Engineering Company, Li 



plant 



204 ELECTRICITY AS APPLIED TO MINING 

at Lilley Drift, Rowland's Gill, belonging to the owners of the Priestman's 
Collieries, Limited, Newcastle-on-Tyne. A sketch plan of the installation 
is shown in fig. 132. 

Engines. — Pair of horizontal high-pressure engines (see fig. 133), 
having cylinders i6.| inches diameter by 16 inches stroke, and running at 
about 150 revolutions per minute; steam pressure, 45 lbs. Engines fitted 
with rope pulley between the engines 8 feet diameter, grooved for six 
ropes I J inch diameter. Engines fitted with high-speed governor and 
suitable lubricators to all journals. 

Generator. — Of the alternate-current three-phase type (see fig. 134), with 
stationary armature and revolving fields. The armature windings, carried in 
suitable tunnels through the laminated cores, insulated with micanite tubes. 
The field windings consist of twelve poles, all wound and carried on centre 
casting, securely keyed to main shaft, with suitable collecting rings for 
conveying exciting current to the fields. Bearings three in number, of the 
self-oiling ring type; rope-pulley, 37 inches diameter: speed of generator, 
400 revolutions ; tension, 550 volts ; output, 140 h.p. 

Exciter. — A four-pole continuous-current shunt-wound machine, 
bolted to main shaft of generator and running at same speed as generator. 

Main Switchboard. — The switchboard shown in fig. 135 is built up 
of wrought steel framework and suitable number of marble panels. 

Generator Panel, fitted with voltmeter and ammeter ; main three- 
pole switch and fuse ; multiple-contact field rheostat. 

Feeder Panels, arranged for two circuits, each circuit being fitted 
with ammeter, main three-pole switch and fuse — No. i of 60 h.p. for fan 
circuit ; No. 2 of 25 h.p. for extensions. Also with three similar two-ix)le 
circuits for the primary sides of the transformers. 

The low-tension distribution comprises one similar panel arranged for 
a suitable number of circuits for controlling the various sections of 
lighting. 

All the high-pressure switches are arranged at the back of the board, 
the handles only projecting through the face, so that there is no possibility 
of shock to the attendant. The fuses are of the detachable type, the 
fuse-carrier consisting of a massive porcelain block, and so arranged that it 
can be removed and a new fuse fitted without danger. 

The low-tension distribution panel for the lighting is fitted with switches 
and fuses mounted on the face of the board. 

There are at present two static transformers fitted behind the main 
switchboard for reducing the tension from 550 to 250 volts, each 10 kilo- 
watts capacity. 

Transmission Line to the Fan Station. — This line is about one 
mile long, and is carried as nearly as possible in a straight line from the 
power house to the fan station. The poles are extra-stout creosoted poles, 
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fitted with specially strong oak arms and special high-quality porcelain 
insulators. Six bare wires, each No. 2 S.W.G., carry the current. 
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Fan. — The fan is of the Capell double-inlet type, 7 feet diameter by 
8 feet wide, and is designed for an output of 140,000 cubic feet of air at 
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I i -inch water-gauge, and running at 275 revolutions. The fan is fitted 
with four bearings, also of the self- oiling ring type. The arrangement of 
the fan house is shown in fig. 136. 

Motor. — The motor is a standard pattern three-phase alternate-current 
motor, rated output 60 B.H.P. at 600 revolutions, and of the non-synchronous 
type. It is fitted with three brass slip-rings and with clutch gear, so that 
when the motor has attained its normal speed, by throwing over the handle 
the slip-rings are short-circuited and the brushes raised, so that the moving 
part of the motor is only in contact with its two bearings. The power from 
the motor is transmitted to the fan through a double orange tan endless 
belt. As all bearings of both fan and motor are of the self-oiling ring type, 
and as there are no brushes or contacts in use on the motor, the amount of 
attention required by the plant is small, and it is in practice found quite 
safe to arrange for periodical visits and not to keep a permanent attendant. 

Hlectric Pump. — There is also in the mine a self-contained electric 
pump of the throe-throw type, having rams 4 inches diameter by 6 inches 
stroke, and running at 450 revolutions per minute. This is driven by a 
5 h.p. motor, the whole mounted on one bedplate and driven by means 
of raw-hide gear. 

Lig^hting^. — The whole of the colliery machinery in the vicinity of the 
power-house is supplied with incandescent lighting, and also the workshops 
and offices. P'urther, the residences of the various officials are lighted, 
and, in addition, the schools, chapel, and about fifty workmen's cottages. 

Besides the private lighting above mentioned, the streets of the village 
of Rowlands Gill, extending for about one mile from the power-house, 
are also supplied with incandescent lamps, the wires being carried in a 
similar way to the main transmission line. 

The village of Barlow, which is situated about half a mile beyond the 
fan station, at a distance of about one and a half mile from the power- 
house, is also being fitted with electric lighting in the streets, the power 
being taken from the main fan line, and, as there is no constant attendant 
in the fan station, the lighting of this village will be controlled by an 
automatic electric time switch, which will switch the lights on and off at 
predetermined hours. 

The whole of the plant, which has now been working for some months 
without giving the slightest trouble, was erected by the Corlett Electrical 
Engineering Company, Limited. 

Combined Continuous-current and Three-phase Plant.— The 

following is a description of a plant erected under the supervision of one 
of the authors at a large Derbyshire colliery. 

The first plant to be erected was of the continuous-current type, 
intended for electric lighting. A pair of tandem compound horizontal 
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engines ; two high-pressure cylinders, diameter 1 1 inches ; two low-pressure 
cylinders, diameter 20 J inches, stroke 2 feet 10 inches, driving-belt wheel 
12 feet diameter, with leather belt 2 feet wide; countershaft with belt- 
wheel 3 feet diameter for main belt ; belt- wheels on the countershaft 7 feet 
diameter, driving two Hartnell shunt- wound two-pole generators, on which 
the belt- wheels are 14 inches diameter. The average speed of the 
lighting engines is 50 revolutions per minute. The driving-pulleys on the 
countershaft are loose on the shaft, but can be thrown into work by a 
brush-and-comb gear.^ This gear has given satisfactory results, and it can be 
thrown in and out at full speed. The dynamos are each capable of pro- 
ducing 95 amperes at 230 volts and 970 revolutions a minute, and they have 
worked very satisfactorily. There is also a Crompton dynamo, 230 volts, 
100 amperes, 860 revolutions, 15-inch pulley, two-pole, shunt-wound. The 
electric cable is taken on poles to the workshops, where arc lights of the 
enclosed type are used, and also glow lamps. All the engine-rooms, pit- 
bank screens, sidings, offices, and the pit-bottom are lighted by this plant. 
The current is also taken to the village, a distance of about half a mile, 
and used for lighting dwelling-houses, shops, and hotel. The cables are 
arranged on the two-wire system. 

Three-phase Hauling Plant— For the underground haulage, which 
may eventually be extended to a considerable distance, a new plant has 
been recently erected, consisting of a pair of horizontal tandem compound 
engines, two high-pressure cylinders, 10 inches diameter; two low-pressure 
cylinders, 16 inches diameter, steam -pressure in engine-room about 90 lbs., 
stroke 2 feet 8 inches, driving-wheel 1 2 feet, driving on to wheel of counter- 
shaft 3 feet 6 inches diameter; dynamo driving-wheel on countershaft 5 feet 
diameter, pulley on dynamo 2 feet i inch diameter. The average number 
of revolutions of the engine is 96 per minute. Three-phase Westinghouse 
ten-pole generator, 136 amperes per phase, 450 volts, 720 revolutions and 60 
periods. The power in watts = i36xn/3X45ox (power factor = -93) 
= 98,600, and the E.H.P. = 98,600 -f- 746 — 132. The current is taken 
in one three-core cable down the pit, which is suspended in the shaft inside 
an iron pipe to protect it from injury. It is taken to the engine-room near 
the pit bottom, where it is connected to a Westinghouse motor, 420 volts, 
580 revolutions and 60 periods, 136 amperes per phase, watts = 136 x >/3 x 
420 X (power factor = -93) = 91,986 = 126 E.H.P. On the motor shaft 
is a belt-wheel, 2 feet diameter, driving on to a pulley-wheel 9 feet 6 inches 
diameter. A pinion on this shaft, 27 inches diameter, gears into a spur 
wheel on the countershaft 97 inches diameter, the pinion on which shaft, 
19 inches diameter, gears into a spur wheel on the drum shaft, 83 inches 
diameter. The drum is 6 feet diameter, and takes four and a half turns 
of a J-inch rope. The plant works efficiently and gives satisfaction. 

' Makers, Cowiishaw, Walker cV: Co., Etruria, Staffordshire. 
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CHAPTER XII 

ELECTRIC LIGHTING BY ARC AND GLOW LAMPS 
Arc Lamps — Electric Glow or Incandescent Lamps. 

We will now consider briefly the relative advantages and disadvantages 
of electric lighting by means of both arc and incandescent lamps and their 
suitability for mining work. 

Arc Lamps. — I'hese consist of cylindrical carbon rods, about \ inch 
diameter in the majority of cases, attached to a mechanism controlled by 
electro-magnets through which the current flows. If the carbon ends 
touch one another and the current is switched on, the electro-magnets, 
then energised, cause the mechanism to separate the carbon rods by a short 
air-gap, which may be anything up to g* inch long. In the act of doing 
this a spark is caused which volatilises some of the carbon, forming 
a conducting path for the current to flow across in the short air-gap 
between the ends. The current then intensely heats the carbon vapour 
and tips, so that they emit a powerful light. 

At least 40 volts must be maintained at the carbon tips in order 
to keep the arc glowing, and in practice about 50 volts is allowed at 
the terminals of the lamp, if of the open or * inverted'^ type. There is,. 
however, another type of arc lamps very widely used at the present day, 
called the ^enclosed' form, in which the carbons, or rather the arc and 
part of the carbons, are enclosed in a glass globe arranged so that there is 
practically no circulation of air. Consequently, in this type combustion 
of carbon goes on very slowly, and carbons that would last only about 
twenty hours in the open types will last about 200 hours in the enclosed 
type. The length of arc in the latter reaches to % inch, against about 
; inch in the former, thus allowing more of the light to get out. The 
efl^ciency of an arc lamp is usually reckoned In watts per candle-power,, 
though this should be termed its inefficiency. Ordinary arc lamps 
require from 0*5 to o*8 watt per candle, and it is usual to allow r I.H.P. 
at the engine of an electric generating set for each lamp of 1,000 candle- 
power (c.p.) roughly. 

p 
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Comparing the open and enclosed types, the advantages 
with the latter, and are as follows : — 

(i) Much smaller consumptioti of carbon. 

(2) Will burn for much longer periods. 

(3) Require re-trimming much less frequently. 

(4) Require smaller currents (roughly, one-half). 

(5) Will burn on higher voltage circuits (100 to 200 volts), _ 
(fi) Immunity from fire, as the arc, being enclosed in a tight-fiRidI 

chamber, cannot set fire to anything through dropping sparks or fragments 
of red-hot carbon. 

The initial cost of open and enclosed arc lamps is about the same, 
but when we consider the running cost after first installation, ihe 
difference is very evident ; for instance, compare a so-volt lo-amperearc 
of the open type, burning twenty hours, with a loo-volt 5-ampere one 
enclosed, burning 150 hours without a renewal of carbons. In the latter 
ihe cost of carbon and labour of re-trimming are each only about ,\",|, or | 
of that in the open type, but the luminosity is less (from 10 to 30 per cent,). 
The smaller current required entails smaller cables, and therefore less cost 
in these at the outset. Arc lamps of all types are much more successful 
with direct than alternating current, and with this latter take roughly 25 per 
cent, more electrical energy for the same amount of light than with direct 
currents, while the distribution of light, so far as open spaces is concerned, 
is much inferior. In the direct -current arc particles of carbon are carried 
from the upj>er or +" carbon 10 the lower or —" one, and in the upi>er 
carbon a crater or hollow is formed at the end, which tends to concentrate 
the light and throw it down to the ground ; with alternating currents both 
carbons burn away equally, the light passing outward in all directions, 
and the ma.^iimum rays hori;^onta11y. 

Electric Glow or Incandescent Lamps. — These consist of a 
specially manufactured carbon thread, or filament, enclosed in a small 
glass bulb from which nearly all the air has been removed. When the 
current passes through this filament it heats it to intense or white heat, 
causing the hght now so universally known. 

The efficiency, or watts per candle emitted, varies from 2\ to 5^, and 
the life from 6qo to 1,400 hours, without the lamp becoming loo dull 
to use. 

Glow lamps are made nowadays in enormous numbers for any voltage, 
from z up to 350 volts, and of almost any c.p., from 1 up to 2,000, 
the higher c,p. lamps being more efficient. 

The higher volt^e lamps, such as 200, last a shorter lime than the lower 
voltage ones, such as those for 100 volts. A good average is to allow 3J1 
watts per candle for lamps of or about 100 volts and 4J watts for aoo-vok 
lamps, each of c.p, up to about 50. It is usual to allow elevet 




ELECTRIC LIGHTING 211 

60- watt glow lamps per I.H.P. at the engine of a generating set. 
Comparing the lighting, by arc and glow lamps, of mines or other 
places, we see that, roughly speaking, i I.H.P. will produce about 
160 c.p. with glow lamps, and about 1,000 c.p. with arc lamps. For large 
open spaces, lighting by direct-current enclosed arc lamps is more economical 
both in first cost and running cost afterwards, and should therefore be 
adopted where practicable. 

One single circuit can then be made to do for both arc and glow lamps — 
namely, that shown in fig. 63, of either one loo-volt arc lamp in parallel 
with loo-volt glow lamps on loo-volt mains, or two loo-volt arcs in series 
across 200-volt mains with 200-volt glow lamps. 

It is, however, preferable to have at least two arc lamps in series, as 
one tends then to steady the other. Such an arrangement or combination 
might in cases prove more economical than separate arc and glow lamp 
circuits, notwithstanding the 200-volt glow lamp being less efficient than 
the loo-volt one. 

In offices and rooms it is preferable to use glow lamps, but they cannot 
compete with arc lamps for large open spaces. The height of the posts 
on which they are fixed and the distance apart must be governed by the 
brilliancy of the illumination required. 

For a detailed description of the construction of electric glow and arc 
lamps, see Maycock's * Electric Wiring, Fittings, Switches, and Lamps.' 
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CHAPTER XIII 

MISCELLANEOUS APPLICATIONS OF ELECTRICITY 

Telephones— Signal Hells- Klet trie BUslinj,' Eleclric Safcly Ijimps— Lighling Siifcts- 
Lamps \rj t^lcclricily — Klcclric Drills— Electric Welding — EUcttic Winding. 

Telephones.- -The principle on which the telephone works is so 
well known as to require little or no description in these pages ; suffice if 
to say that the vthrations of a very thin, soft iron disc, caused by the 
human voice sjieakingat it, are electrically transmitted along a wire and 




exactly reproduced at the other end on a similar iron disc actuated by an 
electro-magnet, itself controlled by the intermittent currents generated 
eiectro-magnetically by the voice at the sending end. T he line connecting 
the two places may be suspended overhead or laid underground, and may 
consist of iron, copper, or phosphor-bronze wire, of comparatively small 
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, as tiie current used in the telephone itself is extremely small. Up 
nijtaratively recently, it lias been the common practice to have a 
separate outward wire for each telephone and return by the earth for them 
all. Now, however, nielallic wires are being used and the earth not 
used so much for a return, as this arrangement entails less interference in 
the telephone, while at the same time it reduces the resistance of the 
circuit, which is an advantage. 

Sometimes, however, at mines, the ordinary signal-beli circuits are used 



m-- 




mporarily for telephoiie circuits, to save having separate ones for the 
UtCer. This cannot be recommended, since it is possible for the bells and 
telephone to interfere with each other and cause complication. 

Telephones are of great u.se in mining work, and should be installed in 

systematic manner all over the workings. Should a mishap tlien occur 
Kony point, assistance could be at once telephoned for and the nature 
lishap quickly explained to the proper jwrsons. 
Sigtial Bells.— These are electric bells, usually of the 'single-stroke' 
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type, thoui;h .iomeli'mes of the ' Irembling ' form, which are employed to 
call the atieiition of someone, perhaps in the engine-house, to listen at the 
telephone, or in the case of winding, hauling, &:c., as a signal to itarl, 
stop, &c., according to a prearranged code of signal rings. 

For mining purposes electric bells should be damp-, dust., and gas- 
proof, and one form having these qualifications is shown in side elevation. 



Fig. 139. 
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fig. t37. It is made by Messrs. Davis S: Sons, Limited, of Derby, and con- 
sists of two small electro- magnets side by side, which act on a soft iron 
plate armature, pivoted on a short horizontal spindle. A rod fi.xed to the 
upper edge of this armature terminates in a knob for striking the inside 

of the gfmg. Tilt play of the armature is limited by two adjustable set 
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scruws working in an upright standard. All the working parts are enclosed 
in a nearly dust-proof metal case. !■, and the two insulated wires, b, are led 
in through a stuffing-box or gland, c, in the ease. 

Fig. 138 shows the hanging form, and figs. 139 and 140 the views ofjt 
table form with ringing push-key combined. 
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It is not necessary for a single-stroke bell to be gas-tight, as the circuit 
at the bell is never broken. A trembling bell, however, must be, as the 
contact lever carrying the armature makes and breaks the circuit many 
times a minute, creating a little spark each time. In such cases the 
containing box must be strong enough to withstand the explosion of the 
small amount of gas contained in it without fracture or contact with the 
outside gas. 

If the same line be used for both signal bells and telephones, there is 
the liability for a telephone call to be mistaken at the engine-room for a 
signal, with possibly the starting or stopping of the engine at a moment 
when it was not wanted. This might even entail loss of life. 

Separate circuits are, therefore, to be recommended for both telephones 
and signal bells, and, as the size of wire required for each is small, the 
initial cost may and probably will be much more than outweighed by 
greater ease and facilities in working afterwards. 

Both sets could be carried together either underground or overhead, 
thus entailing only one expense in laying them down. Tolerably well 
insulated copper for both kinds of circuits would be the best to use, 
(except haulage signal wires, which are usually bare in the haulage road, to 
enable signals to be made instantly at any point), the gauge depending on 
the distance run. For a house-bell circuit a single copper wire, .j^ to ^V 
gauge would be used. For outside work and long distances, ^\ to ^'4- 
gauge ; the latter size could serve for a bell two miles distant. Telephone 
wire need not be any bigger. 

Electric Sig^nals. — Fig. 141 shows the arrangement of an electric 
signalling apparatus for a main and tail haulage road. Both bells, b, can 
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Electric Signals on Haulage Road. 
B, Ik'll. r. Push. L, Battery of seven Ixjclanchc Cells. 

be rung from either end of the line by depressing the push, p, which 
makes a connection between the two line wires. The bells are Mercier's 
patent, with 7 -inch gongs, and it is found that a battery of seven 
Leclanch^ cells, connected up in series at each end, is powerful enough 
to ring them through 2,900 feet of line. 

The line wire is of iron, No. 10^ B.W.G., and is supported on earthen- 
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ware insulators, to which it is attached by fine wire ; the insulators, which 
are 2 J, inches in diameter, with a groove J inch deep and i^ inch thick, 
are screwed on to props or bars, and the two line wires kept about 8 inches 
apart, which is a convenient distance for making contact between the two» 






Fig. 142. 
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Electric Signal along Road and iii' Shaft. 
B, Bell. P, Push. L, Batiery of six Leclanche Cells. 



with a lamp or metal tool of any kind, when it is necessary to signal from 
some point on the road. It is found convenient to do the wiring at both 
ends with insulated wire — say, No. 16 B.W.G. 

Fig. 142 shows a signalling arrangement for a haulage rope where 
the engine is situated on the surface ; in this case there is no down 
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signal. The wires in the shaft, 48 yards deep, are No. 16 B.W.G., and are 
indiarubber covered, taped, and braided, and supported by two insulators 
fixed to the brickwork at the top of the shaft and attached to two more 
insulators at the bottom of the shaft. The wires in the underground road 
are No. lo^ bare iron wire, supported as in the case previously described. 
The bell is an Edwards, with a 5 -inch gong, and six Lecl^nchd cells in 
series are found to be powerful enough to ring it. In both cases trembling 
bells are used, not single-stroke bells. 

Hlectric Blasting^. — The use of electricity as a means of firing shots, 
although first practised in this country about the year 1840, is a compara- 
tively recent innovation in the mining of coal and other minerals. In the 
Coal-mines Regulation Act of 1887 no restriction was placed upon the 
method of firing the shots, while in Rule 1 2 (section d) a reference is made 
to the use of the pricker, which was employed when firing a shot with a 
squib or * German.* About this time, however, considerable attention was 
being paid to the question of coal-dust in mines, and the necessity of having 
a safer explosive than gunpowder for fiery and dusty mines was recognised 
by the passing of an * Act to amend the Coal-mines Regulation Act* in 
1896, which gave the Secretary of State power to prohibit the use of any 
explosive deemed likely to be dangerous. Following upon this came several 
orders regulating the use of explosives in coal-mines, in which it is 
provided that in all coal-mines not naturally wet throughout, * every charge 
shall be fired by an efficient electrical apparatus, or by some other means 
equally secure against the ignition of inflammable gas or coal-dust.* The 
use of electricity for firing shots, however, had become very common in 
mines some time before the issue of these orders. 

Advantages of Electric Shot Firing. — The advantages of this 
method of firing shots may be summarised briefly as follows : — 

1. The person firing the shot can do so from a distance, and thus the 
risk of a premature explosion is avoided. 

2. There is very little danger of a shot hanging fire ; with a tape fuse 
any dampness or a defect in the fuse might cause it to smoulder and delay 
the explosion, with the possibility of injuring fatally or otherwise the shot- 
firer, who had returned to the place under the impression that a * miss 
shot * had occurred. The hanging fire of an electric fuse is extremely rare. 

3. A saving of time in the case of a * miss shot.* It is provided in the 
special rules that no person shall return to the place until after a certain 
stated interval of time has elapsed, but very frequently there is a provision 
enabling this to be dispensed with in case the attempt to fire the shot has 
been made with some electrical appliance. 

4. No burning fuse being employed, there is nothing (apart from the 
detonator and explosive) to fire gas in the working place. 

5. If necessary, any number of shots may be fired simultaneously. 
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With regard to the first-named of these advantages, it is of special 
importance when considering the firing of shots in shaft sinking. With 
the ordinary tape fuse, sufficient length is provided to enable the sinkers lo 
be withdrawn before the shots explode ; but any mishap in conncctioa 
with the winding apparatus might involve very serious consequences. With 
electric blasting thu e\ploder is at the pit top, and the shots are not firvd 
everyone is out of the pit. 

There are three methods of electric shot firing in use :— 

1. With low-tension fuse and e\pIoder. 

2. With high-tension fuse and exploder. 

3. With high- or low-tension fuse and the necessary electric cur rent 
derived from the lighting or power n 




Low-tension System. — A low-tension fuse is shown in fig. 143, and 

consists of two tinned copper wires ■oa? inch in diameter, the length 
depending on the depth of the hole ; these wires are wrapped with cotton 
saturated with insulating compound, and for wet situations (such as shaft- 
sinking) are covered, in addition, with guttapercha or indiarubber. 

The fuse wires terminate in the detonator, and are joined together by a 
bridge of fine platinum wire, which is embedded in a flashing mixture 
adjoining the detonating compound. The passage of the electric current 



heats the platinum ivir 
detonator explodes. 



D redness, the flashing mixture is ignited, and 



ignited, and 1^^ 

■J 



High-tension System.— .\ high-tension fuse is shown in fig 144, and 
differs from the low-lension fuse in only one respect— namely, the absence 
of the platinum wire bridge. A current of much higher voltage is used, 
and the explosion is caused either by a spark passing between the terminals 
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and so igniting the sensitive chemical compound by which they are sur- 
rounded, or else by the heat generated owing to the resistance of this 
compound. 

Exploders. — i. Primary batteries. Low-tension fuses, which only 
require a low voltage, may be fired by a primary battery. This may consist 
of a Leclanch^ cell (see figs. 9 and 10); the ordinary open- topped glass jar 
being replaced by an ebonite cell, the top of which is sealed so that loss 
by evaporation or spilling is avoided. 

Dry batteries (see fig. 14) are more commonly used, however, and are 
preferred for mining work owing to their greater portability. The E.M.F. 
of a Leclanch^ cell or of a dry battery is nominally 1*55 volt. 

The cell should have as low an internal resistance as possible. Mr. 
William Maurice, in a very valuable paper on the subject contributed to 
the Institution of Mining Engineers, gives the following interesting example 
on this particular point : * — 

* Suppose, for example, treating the question in an off-hand manner, a 
dry cell, say, 2^ inches in diameter and 7 inches in length, with an internal 
resistance of 07 ohm, be selected to fire Nobel low-tension fuses through 
a 90-foot twin wire of No. 20 S.W.G. It can be seen almost at a glance 
that the apparatus is foredoomed to failure, for the total resistance of the 
circuit (resistance of cell + resistance of line + resistance of fuse) exceeds 
3 ohms, and since about o'6 ampere current is required to fully incandesce 
a fuse bridge, it follows by Ohm's Law (E.M.F. = current x resistance) 
that the E.M.F. of the cell (1*55) is barely sufficient to overcome the resist- 
ance of the circuit. If, on the other hand, a cell of lower internal resist- 
ance, say, a C-size Obach (with an internal resistance of 0*25 ohm) be 
selected together with a firing line containing more copper, say, a 3/22 
S.W.G., this apparently trifling modification makes all the difference between 
failure and success.' 

The total resistance in the latter example is as follows : — 

Ohm 

Re. (internal resistance of cell) .... 0*25 
Rl. (resistance of 180 feet 3/22 S.W.G.) . . 079 
Rf. (resistance of fuse bridge) . . . • o'75 

Total resistance 1*79 

On taking the product of 179 xo-6 (fusing current), it is found that the 
E.M.F. required to force that current through the circuit is less than the 
E.M.F. available at the terminals of the battery; hence this set may be 
expected to perform its work in an efficient manner. 

2. Magneto-exploders are very commonly used for firing both high- 

* Transactions of the Institution of Mining Engineers, xvi. 169. 
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and low-tension fuses. They depend upon the principle that when an 
armature is revolved between the poles of a permanent ms^net an electric 
current is produced. A di^rammatic view of a magneto machine is 
shown in fig. 145,' 

When a shot is to be fired the fuse wires are attached to the terminals, 
t' t', the handle, g, connected by gearing to the armature, a, is revolved, 
and when a good speed has been attained the button, k, is pressed in and 
the circuit through the fuse is completed. 

The winding of the armature decides whether the fuse shall be high 
or low tension ; in the former the armature is wound with a greater number 



Fici. 145. 







Filing; Vty. u, Handle. 



of turns of finer wire. In course of time the magnets lose some of their 
strength and require to be re -magnetised. 

3. Dynamo-electric exploders have the same principle as the ordinary 
continuous-current dynamo (see page 42). The electric current generat«l 
by revolving the armature is carried round the field magnets, converting 
them into electro- magnets and producing a much stronger magnetic 
field. 

The 'Rackbar' exploder is constructed on this principle, but, instead 
of the armature being revolved by turning a handle, the teeth on the rack- 
bar engage with those of a pinion on the armature shaft, and by forcing 
the rackbar rapidly down a high speed of the armature is attained. At 
the moment when the current is at its maximum strength {i.e., when the 
' KcpiiMlueed from a ilraivinE in Mt. Will. Maurice's paper. 



SHOT FIRING FROM MAINS 

rackbar is neariiiy the end of its stroke) the current is directed into the 
fuse wires by an automatic ssvitch,' 

Dynamo-electric exploders are the most powerful, and are largely em- 
ployed in shaft work and in large drifts. They possess the advantage of 
durabilit)'. 

The dynamo or battery used in sinking must be locked up, and then it 
cannot be connected to the mains, except by the foreman after all the 
sinkers have left the shaft. 

Testing: Exploders.— A vohmeter or electric lamp may be used to 
te^I the power of citiier a dry battery or other exploder. 

Firing from Lighting or Power Mains.— In the case of shaft- 
sinking or driving a stone drift, shot-firing can be effected by using the 




trent from the lighting or power circuits about the mine where such exist 
Special precautions must be taken to prevent accidental firing of shots— 




[hts being more likely to occur when using ci 
tlian when using an exploder. 

' For (JcUils of ihi^ and nihei rxpliKk-t^ ihu rea 
•ranm^lions of the hisliliilieii of Mhu<'g I 



Pi.ur, Switch. 

derived from this source 

referred lo Mr. W, Maiuicc's 
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A double-pole switch, which makes contact with both mains, is em- 
ployed, and this should be in a locked box under the sole control of one 
man. The shot-firer should be in a position to tell whether the mains are 
alive or not. This can be done by having an incandescent lamp or series 
of lamps joined across the mains before the double-pole switch is reached. 

A sketch showing the necessary connections is shown in fig. 146. In 
this case a tumbler switch (see fig. 147) is inserted in one of the mains, 
and in addition there is a double-pole plug switch (see fig. 148). HJgh- 
or low-tension fuses may be employed, and these are generally arranged in 
series if low tension, and in parallel if high tension. 

Fig. 149 shows a shot- firing arrangement manufactured by Messrs. John 
Davis & Sons for use in firing from the mains in the case of either lighting 
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or power circuits. It will be seen that there is a switch in each main, one 
being a tumbler switch and the other a press-down switch. There is also 
an incandescent lamp, by means of which the apparatus can be tested ; by 
placing a piece of metal across the fuse terminals and smtching on the 
positive main, and then depressing the key in the negative main, the lamp 
should light up if the apparatus is in working order. The whole is con- 
tained in a strong lock-up case, so that it cannot be tampered with. 

Arrangement of Wires for Simultaneous Blasting.— Where 
more than one shot has to be fired electrically there are two possible 
methods of connecting the various fuses to the exploder — namely, ' series ' 
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and 'parallel.* In the 'series' method, shown in fig. 150, the current 
passes from one firing main through all the fuses in turn and so back to 
the other firing main. As the resistance varies directly as the length, it 
will be seen that with the ' series * arrangement the total resistance is the 
sum of the resistance of each fuse added to the resistance of the line 
conductors or cables, and the amount of current required is not increased 



Vic, 150. 



Kir,. 151. 




\\1 



/ 



Method of Arranging Fuses 
IN Series. 



Method of Arranging Fuses 
IN Parallel. 



in proportion to the number of shots fired simultaneously, but the voltage 
rises in proportion to the number. 

In the parallel method each fuse is connected directly to both mains, 
so that the current divides amongst the various fuses (see fig. 151). In 
this system the resistance of twenty fuses is less than that of a single 
fuse ; the sectional area of the main conductors or cables must be in pro- 
portion to the current required — that is to say, in proportion to the number 
of fuses to be fired simultaneously. 

Low-tension fuses which have a very low resistance are commonly 
arranged in * series,' while high-tension fuses are arranged in * parallel ' if 
the number is too great to enable them to be fired in * series.' 

The * series ' arrangement is more convenient in practical work than 
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the ' parallel ' arrangement, especially in shaft-sinking, where it pennits a 
ring of side shots to be easily arranged round a shaft without interfering 
with the work carried on in the sump, whereas with the ' parallel ' method 
there will be more care and more wire required to avoid taking some of the 
wires across the shaft. 

High or Low Tension. — For firing one shot or two shots with 
low-tension fuses a very light and cheap form of drj' battery may be used, 
and this allows the operator to have one hand at liberty, with which he 
can pull back the firing cable as soon as he hears the report, and so 
save it from damage by falling rock or coal. Low-tension fuses can 
also, if desired, be tested by passing through them a weak current (insuffi- 
cient to fire) and noting if the needle of a galvanometer in the circuit is 
moved. The manufacture has, however, got to such a pitch of excellence 
that the testing is perhaps unnccessarj-. For shaft work, however, where 
the length of the firing-line may be very long, the high-tension system 
permits of a thinner wire being used, and so it tends to reduce the cost of 
the firing-line. 




A reel employed to tarrj- the firing cables for use in shaft and other 
work is shown in fig. 151. 

Miscellaneous Points. — An important factor for successful electric 
blasting is to sec that the firing-line from the exploder to the fuse is not 
short-circuited^ — i.e., that the two wires carrying the current shall be perfectly 
insulated from each other. In wet ground it is advisable to insulate the 
connection of the line-firing cable to the fuse wire by wrapping it with 
rubber tape or other insulating material. 

With regard to the arrangement of the fuse wires in the shot-hole, 
Messrs. Nobel recommend the use of a fuse protector, which is simply an 
iron tube in which the fuse wires are placed whilst stemming. 

To avoid striking the detonator during stemming Messrs. Nobel re- 
commend that the detonator be placed at the back of the primer cartridge 
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Electric Shot-firing in Sinking Pit.— Fig. 154 shows a small 
series-wound dynamo used for this purpose and capable of giving a 
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pressure or 500 volts. Current is generated in the armature, a, ajid 
passes from the brush, b, (working on a two-part com mutator), through 
the windings, w, and thence to the contact, c, and to the terminal, t,. 
Krom the brush, Bj, ihe current goes straight to the terminal, t,. The 
armature is made to revolve by means of the arrangement shown in the 
figure. \Vhen the handle, H, is drawn up, the rider, r, rotates the spindle, 
s, which rotates the ratchet wheel, rw. without turning the wheel, (;,. On 
the down stroke, however, the ratchet wheel engages ihe pawls which are 
fixed to the gear wheel, r.|, which rotates the armature through g^. The 
ratio of c;, to 1;^ is about two and a half to one, and the spindle, s, rotates 
about twice in the stroke, so that in the fraction of a second which it takes 
to push down the handle, the armature makes five revolutions. On reach- 
ing the bottom, k pushes down the contact, c, and the terminals, t, and 
Tj, are connected to the brushes ; the armature now continues to rotate as 
long as its momentum lasts, the ratchet allowing it to do so, and a current 
is sent round the cables. 




The cable is a No. 16 copper wire, indiarubber covered, taped, and 
braided. A pair of these wires are wound on a wooden reel mounted on 
a trestle with a handle for winding and unwinding ; they are let down the 
shaft when a shot is to be fired, and one is attached to each of two detonator 
wires on adjacent shots ; the remaining detonators are connected up in series 
— i.<., so that the current passes through them all in series. The battery 
box is kept locked while the connections ate being made, and the charge- 
man down the pit has the key. The detonators used with this arrange- 
ment are No, 7 low-tension fuses and ignite a charge of i^ to 2 lbs. 
of gelignite. The detonators are buried in a small cartridge of the explo- 
sive used, and this cartridge and the wires of the detonator are tied on to 
sticks ; these are put down the holes after the rest of the charge is in, the 
top of the hole is plumed up with clay, and the wires connected up. 
In firing 'sumpers,' as shown in fig. 155, there are seven detonators 
connected in series. After the 'sumpers' have been fired and the 
: rock sent out of the pit, eleven side holes (shown dotted in the 
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elevation) are fired, and these are connected up in exactly the same way, 
eleven detonators in series. These particulars are for a 15 -foot shaft, inside 
the brickwork, or 17 feet excavated, in average coal-measure shales and 

Fig. 155. 





Shot riRiNc; ix Sinking Pit. 

sandstones The holes are drilled about 6 feet deep, and deepen the shaft 
about 5 feet 6 inches. With hoppits holding about 2 tons each, the 
sumpers and side holes together give from 50 to 55 hoppits full. The 
sumpers take four or five hours to drill, and the side holes five or six in 

Q2 



ordinary measures, though in strong roi'k they may take three times 
long, The dirt will be cleared out in about eight hours vnth a dozen men 
ill the pit. Thus, if there a.re no delays the pit should advance, in soft 
tjround, 5 feet 6 inches in eighlet- n to twenty hours, allowing one hour for 
charging, firing, and examining the sides after firing, which comes to about 
7 feet per diem. 



; has, 



Electric Safety-lamps. 

The use of the electric lamp in the working places of 
to the present, not had a very extensive application. 

The importance of having a good light cannot be over-estimated, 
t)etter light would no doubt decrease the number of accidents by falls ' of 
roof and sides, and would be beneficial to the eyesight of those employed: 
but these advantages must not be obtained at the sacrifice of other prin- 
ciples of safety which are found in the ordinary oil safety-lamp. 

The disadvantage of an electric lamp for mining work is that it will not 
delect the presence of poisonous or inflammable gases, consequently it 
can never in its present form be universally employed. 
111-,. 156. _^j ^|jj.j c(,[]jj.rigH blasting operations are carried on, and 

it is essential that the state of the air in the mine 
should be known to the workmen. The question also 
ari.ses as to whether the electric filament of the lamp is 
capable of igniting an explosive mixture of fire-damp and 
air ; while the bulb remains intact, of course the lamp is 
])erfectly safe, but in the event of it getting broken there 
is a possibility of such a mixture being fired.' It should 
he l)orne in mind, however, that the ordinarj- oil lamp, 
with its exposed glass, stands an equal or even greater 
chance of getting brokeii. in which case the flame would 
undoubtedly fire gas. 

The great difficulty found in designing an electric 
hand-lamp was to procure a sufllciently powerful, and at 
the same time portable, form of battery. The princi] 
forms of electric lamps are the Headland lamp, 
man lamp, and Bristol lamp. 

The Headland Lamp. — This lamp, which 
shown in fig. 156, uses the Headland battery already 
scribed on page 24, The lamp is made in two foi 
a reflector behind and the other without, and it is the latter 

' In 19Q1, 4J7 ptr ceni, of the tola! number of deaths in re, 
oof and sides, and onlj' 1 1 pei cent, [o eiplosions. 
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which is illustrated in fig. 156. The photometric value of the two types 
is given in the table on pages 230 and 231. 

The Sussman Lamp. — Another lamp which has met with success 
in mining work is the Sussman, which is in use at the Murton Collieries.^ 
The lamp, as described by Mr. Wood, is made in two patterns — No. i 
with an ordinary or fixed bulb, and No. 2 with a top (patented by himself) 
containing a removable bulb, so that in the event of a bulb failing in the 
mine it can be replaced immediately by a new one. 

The secondary battery is of the Faure or pasted type, consisting of two 
rectangular ebonite cells, each cell containing three elements (one positive 
and two negative) made of cast-lead plates or grids, with a stout framework 
tapering inwards and pasted with oxide of lead, incorporated with a special 
binding material and made into a paste with dilute sulphuric acid or sul- 
phate of ammonia ; the mass being pressed into the leaden grids and 
allowed to set and dry for four days. When dry, the plates are placed in a 
bath containing dilute sulphuric acid, and are then formed or converted, 
the positive into peroxide of lead, and the negative into spongy metallic 
lead, by means of an electric current. 

These plates, connected by leaden strips, are placed in the cell, which is 
then filled with the electrolyte, a semi-liquid compound of dilute sulphuric 
acid and some absorbent. 

The dimensions of the lamp are 2| by 2| inches by 8 inches high, and 
the weight is from 3 to 4 lbs. 

The batteries maintain the charge for from eight to ten hours, and are 
then recharged by coupling up to a dynamo. 

The following table given by Mr. W. O. Wood shows the cost of up-keep 
over a period of several months, including all charges except interest on 
capital and the cost of running the dynamo : — 

Pence per Week 
All labour at basis rates, including superintendence, cleaning, making 

ready, maintenance, &c. 2*19 

Material for renewing batteries, repairing, and maintaining the lamps in 

every part and lamp glasses ........ I 'oo 

Incandescent lamps or bulbs . .0*60 

Total 379 

With wages at 52 per cent, above basis rates the cost is increased by . i -03 

Total , 4-82 

The life of the battery is said to be about twelve months. 

Tests of Safety-lamps.— The following table* gives the result of 
tests made on various safety-lamps by the authors, and will be interesting 
as showing what electric safety-lamps will have to compete with. 

* *The Sussman Electric Miner's Lamp,* by W. O. Wood; Trans. Inst, ALE., 
xxl 189. 

* Originally published in the Electrical Engitteet, 
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Name 



Description 



Test Test > *"<^ 



Dav>' 



Unbonneted 
Clanny 



Alujiiintum 



' Lbs. 
Round wick, burning a | 
mixture of I part paraffin, • fS^ 
3 parts colza I ) 



llun 
I^ 



«flector 



Thorneburr>' 



Woirs 



Ash worth's 
Uni-wick 

Ashworth's 
Tri-wick 



Round wick, burning a 
mixture of I part paraffin. 
3 parts colza ; plain clear 
glass 

Flat wick, clear glass, ) 
burning mixture of i part 
paraffin, 3 parts colza I 



a -86 



1-83 



'tl 



{ 



Flat wick, a clear glasses ; ) 
burns paraffin. Barton's )- 3*86 
burner ) 

Round wick, burning ben- I l . 
zollne I \ 3'45 

i 
I 

Flat wick, burning mine* ' 

ral colza (paraffin) ; . ^ -^^ 

Three round wicks, bum- I [ __ 
ing paraffin ) 



Johnson. . - ^'i*' ^»'-j«' l>«ming paraf- I g 
•' t fin ; reflector at back 1 •> ^° 



Morgan . 



A. H. G. 



Round wick, burning i part I 

paraffin, 3 parts colza f 3 44 

Flat wick, burning mix- \ 

ture of I part paraffin, 3 ' .^ 

parts col/a : glass ena- ' 3 ^o 

melled blue at l>ack } 



Bristol Elec- • Rectangular brass case. 



trie 



Headland 
Fleet ric 
(251) 



« 6"X2l"X2l" 



Tall type, gi.-xss cylinder, | 
metal shield 



■ [ 4 37 



Headland » » « 
hand lamp. Reflfctor l^-pe, wood case . 
not safety i 4i"' x 3i''x aj" , ^32 



Time be- ' Approxi< 

tween mate Cost Circular 

Lightingandl of Eight 1 Area Lit 

¥ irst Test ' Hours ; 



Lbs. Lbs. 
x'73 o*«o 

2'75 ' o'li 

I 
I 

174 ^ 0-09 

I 
I 

3'75 ! o-ii 



3 "39 



3*aa 



3*37 



3 '34 



3 72 



4*37 



006 



on 



Minutes 



3'55 . - 



O'll 



O'lO 



o'o8 



5-16 ' 516 - 



2*32 — 



20 



ao 



ao 



ao 



20 



20 



30 



20 



20 



2U 



20 



20 



Degrees of 
Pence Arc 



•a33 



•256 



209 



•126 



•»53 



laO 



•233 



186 



360 



360 



360 



360 



.iCo 



300 



290 



360 



180 



160 



360 



tx> 



I 



1 



I 
'126 3C0 J 



M 



Mixture of colza (3 parts) and paraffin (1 part) 

Paraffin 

Ben/olenc ...... 



NoTK.— These ol>ser\ aliens on candle-jwwer mu.st be considered in x-iew of the fact that the light giveii 
powers of the alKjve lamps would be greatly varied: generally, the benzene lamp gives the best light, 



TESTS OF SAFETY LAMPS 



2 



Time 



ii"o 
70 

II "o 
70 

II'O 

3*o 
7"o 

ii*o 
30 
7'o 



Hour. Plane of I P{?J"* ^J 
of Wick. ^*^'* '^^ 

Horning Flat on 



Filament, 
Edge on 



4 
3 



o 

4 
8 



o 

4 
8 



4 
8 



4 
8 



j Candle- ' Candle- 



) 



power 



I 



- J 



0*46 

034 
0-4S 

0-82 
o*8a 
o'54 



t- 



power 
o'2 
0*24 
o'i6 

o'46 
0*42 
0*40^ 

o'42 
o'3o 
0*42 

o'72 
0*67 
o'53 

0*40 
0*42 
0*40 



Glass Base of 

Lamp, 
Dia- I 
Height Diameter "leter 



2i 



Size of i 
Re- I 
flector 



Inches Inches Inches Inches 



3i 



2i 



2i 



ai 



2I 



3i 



3i 



3i 



34 



Remarks 



ll'O 

3"« 
70 

60 

7*0 

ii'o 

30 
70 

ll'O 

3'o 
70 



4 
8 

o 
I 



4 

8 



o 

4 
8 



I'O 

0-95 
To 

ri 



0*90 
o'8j 
o*94 



o'95 
0-87 
o'95 

12 

0*96 
o 77 
0-87 

0-44 

o'37 
0*30 



2* ; l^p'^x™' "" f 4 ! ai X t2 I Reflector parallel with wick 



2\ 



, j bottom, 21 , I _ 
'* ( top, i4 ,, 34 



3\ I2I X iV 



=^4 



ii'o 

3*^ 
70 



2-15 
5»5 
9'i5 



ifo 

70 



ll'O 



4 
8 



o 

3 
7 



4 
8 



o 

4 
8 



0'22 

o*37 
o'35 



I'l 

o'8 

o'54 



o'6i 
0*42 
o'34 



I2'7 

io*9 
7*8 



0'2I 

o*3» 

0-31 



o*34 
o'2y 

o'i6 



^ I top, I A I J- I s 



2\ 



2}, 



34 



li 



/ j Three-cell battery : ihere- 
i ' fore 6-volt lamp used, 
I which is more powerful 
"j [ thana4-volt lamp. Volts I 
I I at start, 5*94; volts at end, 
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by a lamp depends on the height of the flame, and that with a little change in that respect the candle- 
taking the whole shift of work into consideration. 
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Lighting Oil Safety-lamps by Electricity.— An application of 
electricity which is widely used is an arrangement for lighting the lamp 
electrically. There are two principal methods in use, a high-tension current 
being used in one, and with this system the ordinary paraffin or colza-fed 
wicks can be lighted by means of a spark ; the other system is to use a low- 
tension current and cause a platinum wire over the wick tube to incandesce 
and so light the vapour which is given off in a lamp burning light oils, such 
as colzalene. 

The Protector Company were the first to sell a lamp of this kind lighted 
by an electric current heating a wire. When this kind of lamp-lighting is 
used, there are generally several lamp-lighting stations in the mine, where 
lamps can be re-lighted by the current from a secondary battery contained 

Fig. 157. 




Method of Lighting Safety-lamps. 



in a box ; there are arrangements for prevention of sparking when putting 
the lamp on or removing it from the battery. The whole system was 
perfected under the direction of one of the authors ; since then many 
modifications of these lamps have been introduced, 

Messrs. John Davis & Sons and others make an excellent type of low- 
tension lamp; it consists — as shown in fig. 157 — of an ordinary safety-lamp 
with a platinum wire loop over the wick tube. One end of this wire is 
connected to a brass plate insulated from the rest of the lamp ; the other 
pole is formed by connecting the other end of the platinum wire to the 
lamp body. It will be seen that by connecting the terminals of a battery 
to the brass plate and to the lamp body a current of electricity passes 
through the wire and makes it incandescent, so lighting the lamp. 

Messrs. Ackroyd & Best make lamps on the high-tension system. 
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A section of the lamp bottom is shown in fig. 158, and it will be seen 
that there is an insulated conductor goiny, through ihe oil-vesse! with u 
pointed end extended over the wick-tube. The lamp body forms the othtr 
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conductor, and on connecting the lamp to an accumulator and electric coil 
sparking takes place between the pointed conductor and the wick-tube, 
and the lamp is lighted. 

Another foim of high-tension lighting has been recently described in 
the ' Transactions Inst. M.E.," by Mr. Edward Brown. The apparatus 




(see fig. 159) consists of an induction coil connected up to a storage 
battery, or other source of electricity, In the usual way. A copper conductor 
is fastened into the glass of the lamp and extends so as nearly to touch 
the wick-lube. The lamp to be lighted is placed oji an iron plate, and the 
circuit is completed by connecting one teiminal of the induction coil to 

Part II. jnjje ;S6. 
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this plate and the other terminal to the copper rod, and the sparking 
between the end of this rod and the wick tube lights the wick. 

This apparatus seems to present a very simple means of lighting lamps 
in the lamp-cabin just prior to being given out ; but in taking it down the 
pit it must be borne in mind that s[)arking will be produced outside the 
lamp, if connection is made, say, to the bottom plate and to one of the 
pillars supporting the bonnet, and the apparatus is, therefore, only suitable 
for a naked-light station. 

With the low-tension system the spark on breaking the circuit will 
only be momentary, and will be much less powerful than with the high- 
tension system. 

Electric Drills. — The application of electricity to drilling has been 
so far comparatively rare in the coal mines of this country. 

In those countries where metal-mining is largely carried on, and in coal- 
mining countries where the large number of faults entails the driving of 
long lengths of stone drifts, electric drilling machinery is more frecjuently 
met with. Under the ordinary conditions of many coal-rtiines, where, 
perhaps, the only shot-holes are in the ripping down of the roof in a long- 
wall gate, the use of electric drills would not effect a saving sufficient to 
justify the capital outlay ; but where stone heads have to be driven, or in 
sinking shafts, and driving cress-measure drifts, their use might in many 
cases effect great economy. 

There are two classes of drilling machinery — rotary, on the auger 
principle, and percussive. 

The rotary drills are worked with most success in rocks of a compara- 
tively soft nature. In the harder rocks the percussive drill is usually 
employed. 

Electricity has also been employed successfully for driving the diamond 
drilling machinery used in prospecting; and quite recently the small 
diamond drill has been used in a Continental mine for boring in very hard 
rocks, such as granite, and it is quite possible that there may be a great 
future for such a machine in granite and slate quarries. 

Electric Drills in the Cleveland Mines.— Mr. A. L. Steavenson, 
mining engineer to Messrs. Bell, the well-known ironmasters of Middles- 
borough, is largely responsible for the successful application of electricity 
to drilling, as employed in Messrs. Bell's Cleveland ironstone-mines. 

The machines employed were originally driven by compressed air, but 
electricity is now used. And in this connection the following remarks of 
Mr. Steavenson are interesting : ' — 

* For twenty years compressed air had been used m mines, about two 
miles from one end to the other, with numerous machines, so that it was 

' Trausattiom Inst, of Mining EnginectSy xvii. 1898-9, page 222. 
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impossible to make a direct test, and say that they would start at a given 
hour and indicate every engine. He had managed to obtain a result by 
taking diagrams over several hours with each system of engines at bank, 
and these showed that with compressed air 1 1 1 h.p. was required for eight 
drills ; with electricity, about 1 7 h.p. was required for the same work. 
The great loss with compressed air arose from the leakages of some eight 
or nine miles of pipes, whether the drills were cutting or not.' 

At the Cleveland ironstone-mines all classes of rotary drills have been 
used — the hand ratchet drill, the compressed-air rotary drill, the hydraulic 
drill, the petroleum-engine drill, and the electric drill — and the following 
table gives the result obtained with the several drills : ^ — 



I)c«iCTipiion of I>rtII 


M: 


r«.t Cost of 
xchinc only 


Holes Drilled per Hour - 


Ironstone got 
per Shift 


Hand Jumper. 
Hand Ratchet Drill 


1 


3 


4^ feet in 45 minutes 
Not yet known 


Ions 

5 to 8 
About 18 


Compressed-air Drill 
Hydraulic Turbine . 
Petroleum Engine . 
Electric Drill . 




250 
220 

375 
350 


About 8 holes 
Al)out 8 holes 
About 8 holes 
About 10 holes 


100 to 130 
100 to 130 
100 to 130 
140 



Fig. 160 illustrates the construction of the drill. The motor, m, is 
used to drive the drill-gear, and also acts as a counterbalance to the weight 
of the drill itself. 

The armature-shaft is coupled directly to a shaft about 10 feet long; 
which passes through the long, hollow, carrying-bar, c. By means of bevel; 
gearing the vertical spindle, s, is made to revolve, and a bevel-wheel on 
this spindle gears into another bevel-wheel on the boring-bar, b, and so 
rotates the drill, d. 

As the hole is bored the drill is automatically advanced by means of 
two pairs of gear-wheels, r r, the gear of which can be varied to suit the 
nature of the rock being bored. The nut, n, is thus made to revolve, and 
the boring-bar, b, advanced. As soon as a hole has been drilled the full 
length of the screw on the boring-bar, b, the split-nut, n, is opened, the 
boring-bar brought back, and a longer drill inserted. 

In order to drill at various heights from the ground the machine is 
provided with a semicircular wheel, a, which can be moved by means of a 
worm. The machine will drill a hole 12 feet above ground level. The 
whole machine can be moved in a horizontal plane by means of the worm- 
wheel, w. The third worm-wheel, r,, turns the long hollow bar, c, which 
carries the drill. 

' * Description of the Electric Rock -drilling Machinery at the Carlinhow Ironstone- 
mines in Cleveland,' by A. L. Steavcnson ; Proceedings Inst, of Mechanical Engineers ^ 
August 1893. The figures are reproduced by their courteous permission. 

^ This includes the time lost in moving the machine to different working places. 
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The drill can also be moved in a homontal plane on the plate, j, by 
inclamping a screw. 

The drill is mounted on a trolley to run on the ordinary roads of the | 




mine. The motor makes about 1,300 revolutions, the drill about 400 
revolutions per minute. The voltage used is 300 at the dynamo, and the 
amperes absorbed by each machine are from 12 to .20, the motor b 
about 6 h,p. The holes are ij inch diameter, and they are bored : 
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r.tfae rate of about 3 feet a minute. The weight of the machine i 

, The motors are completely enclosed, and ihe current is supplied 
through twin flexible cable, there being junction boxes in each district, so 
arranged that when the drill is moved from one working place to another a 

I "unction box is always to be found within 50 yards. 
Fig. 161 is from a photograph of the machine.' 



sLw %. i6o|. 



Grant's Electric Drilling-machine. — This machine is of the 
rotary type and is shown in section in fig. 162. The electric motor is con- 
nected 10 the drill by means of a telescopic shaft, and gives motion to the 
bevel-pinion, a, which gears into a bevel-wheel, which is fastened to the 
ibe, B. The drill-spindle, c, is inside this tube, and is threaded along its 
length ; it is also provided with two grooves in which the projecting 
keys, O, rest, and so the rotary motion of the tube, b, is imparted to the 
drill-spindle without preventing it from being moved lengthwise. 

At the front end of the drill-ca.se is the feed-nut, e, which is held in the 
nut-holder, K ; the latter is connected to a sheave, h, which has brake-shoes 
J, working on its circumference. A wire rope encircles these brake-shoes, 
;^ two ends lieing taken to the two bolts, k ; thus on tightening the 
wing-nuts, i, the brake-shoes press on the sheave, and prevent it and 
the nut-holder from revolving, and so the drill-spindle is caused to advance. 
The working parts being entirely enclosed enable the machine to be run in 
an oil- bath. 





,. Rnsliiifi & Fynn, Bradfiird. 
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grant's electkic drill 

s standard motor is a continuous-rurrent one of 4 h,p., and slow 
i (400 revoluiions on full load), which enables it to be coupled direct 
to ihe telescopic shaft without intermediate gearing (see fig. 163). The 
ratio of the gearing in the drilling- machine is 4 to i. The motor 1: 





^^^^nd, and this causes it to run at a higli<_-r speed when on hght load, which 
is found to lift the din out of holes bored in a downward direction. 

The drill-case is attacht^d lo a standard provided with the usual adjust- 
ing screws, and the motor is .swung in trunnions attached to a turntable. 



IThe weight of the dril 






,, and wlh regard to the speed of 
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driUing it b sated that tn a tunnel 1 2 feet b}- 6 feet two men can set up 
the pUni, drill in (airiy hard rock 3 round of 10 hales, eacb 5 feet 6 inches 
10 6 feet deep, 1 1 inch diameter, and dear any all their tackle for shot- 
firing, in e^ht hours. 

The Jeffrey Drill. — This is essentially a coal-diill, and is ia^gely used 
in the anthracite mines of America. The motor is series-vound, and is 
connected lo the drill by gearii^ in the ratio of aboot 5J to 1. The drill 
is attached lo a long screw with grooves in it, into which projei 




feathers on Ihe boss of the larger wheel fit loosely, and the feed is operated 
by a nut which is held in a friction-clutch whicli can be so adjusted as to 
cause the drill to slip upon encountering any hard substance which might 
be detrimental to it. The weight of the machine is about 170 lbs., and it 
is said to drill a hole 6 feet deep in less than a minute. An illustration of 
this drill is shown in fig. 164. 

Other Rotary Drills.— There are other forms of rotary drill in us^ 
but their principit is similar to those described above. Messrs. Ernest 
Scott & Mountain have supplied drills for use in the Rosedale mines of the 
Carlton Iron Com]3any, while on the Continent Messrs. Siemens & Halske, 
of Berlin, have several rotary drills in operation in iron and salt mines, 

Percussive Drills. — There are two forms of percussive drill. In om 
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class the percussive action is got by electrical means, the Marvin and 
Depoele drills being examples of this class, in which the property of the 
solenoid is employed. 

There are usually two solenoids, the drill being made of phosphor- 
bronze, with a short length of iron in the centre. The two solenoids are 
so arranged that by supplying the current to each alternately the drill is 
first advanced and then drawn back. 

The Marvin Electric Drill, shown in fig, 165, has achieved success 
in American mines, and a number of these drills made by the Union 
Company are at work on the Continent. It consists of a solid steel plunger 
surrounded by two coils of wire through which electric currents are caused to 
pass. The coils of wire, by pulling the steel plunger backward and fonvard, 
produce the stroke of the machine. Referring to the figure, it will be 

Ki,;. 165. 







. Makvin Ei.ei-lkic Dru.i.. 

observed that the plunger (i) of the machine is verj- similar to that of an 
air-drill .: it has an enlarged portion (2), which is surrounded by the coils 
of wire (3, 3), and a shank (4), which passes through a bearing in the front 
head of the machine; and is provided with a chuck for holding the steel 
drill or bit. 

The magnetic pull of the coils (3, 3) draws the plunger backward and 
forward as the current alternately passes through one or the other. The 
turning of the plunger is obtained by a rifled ratchet-rod (8) and ratchet- 
wheel. The spring (7) is a very heavy coil-spring, which is intended to 
check the backward stroke of the plunger and supply energy to the forward 
stroke. 

The electric generator used is a two-phase alternating-current slow-speed 
machine, giving 135 volts. A 5-inch stroke drill will bore a hole 3 feet deej), 
ij inch diameter, with about 4 h.p. An 8-inch drill will bore a hole to 
a depth of 20 feet with about 10 h.p. 

The difficulty in practical working seems to be owing to the heating of 




I 
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the coils of the solenoids, and also thai they have not the power of » 
drawing the bit out of the bore-hole in case it should get wedged. 

The other class of drills employ rotary motors, and have a mechanicai 
conlrivance to turn rotary into reciprocating and percussive' movements ; 
and it is to this class we must look for future developments in electric 
percussive boring mauhines. 

The Gardner Electric Percussive Rock Drill.— This is an 
American drill, at present being introduced into this country. It is said 
lo have met with considerable success lu the American mining districts. 

Fig. 166 shows a sectional elevation and plan of the drill. The motor 
is enclosed in a box, the connection lo the drill being made by a flexible 
shaft. This shaft imparls motion by means of a bevel-wheel lo the bevel- 
wheel which is at the end of the driving-axle of the drill, TTie driving-axle 
passes through the crosshead of the drill and is cranked, the crank shaft 
working in a slot at the rear end of the crosshead, which is so contrived that 
one-fourth of a revolution of the axle-crank gives the full sinking blow. 
The next half of the revolution withdraws the drill, during which the turning 
motion i.s imparted, . During the remaining portion of each revolution the 
drill remains stationary. 

On the opposite side of the axle is a gear which drives the fly- 
wheel, the latter being so arranged that it makes ij revolution to each 
revolution of the shaft. On the drill shaft are two springs which act 
as a buffer between the crank and the drill when striking the rock. 
A portion of the drill has a spiral groove in it. and by means of two 
ratchet-wheels, one left hand and the other right hand, the dfiU is rotated 
after each blow. The machine is carried on a lertical standard, and 
is provided with 3 feed-screw and handle, by means of which the drill- 
cylinder can be advanced as the hole gets deeper. 'Jhe machine is madt- 
in two sizes. One size, for general work, weighs 150 lbs,, will cut holes up 
to 5 feet deep, requires a 1 h.p. motor weighing 175 lbs., and strikes 600 
blows per minute with a a^-inch stroke. The other siie, for heavy work, 
weighs 260 lbs., will cut holes to 8 feel deep, requires a 2 h.p. motor 
weighing 225 lbs., and strikes 500 blows per minute with a j-inch stroke. 

The drill has so far hardly had a trial in this country, but it seems 
mechanically good, though no doubt some arrangement for automatically 
clearing the hole would be an advantage. 

Electric Welding:.— Al ^ large colliery a system of wt-tding by 
electricity could no doubt be adopted with advantage. One chief 
advantage seems to be that awkward breaks, which cannot be welded 
in the ordinary way, can be welded by electricity, and also that repair 
work can be just as easily done underground (when there is no danger of 
igniting gas) as on the surface. The electric arc can be used for cutting 
metals, such as girders or plates, and this operation can be done iu 




^ T 



angles, &c., can be conveniently welded by electricity, and cracked arms 
of fiy-wheels or drums can be repaired by filling the crack with small 
pings of metal and subjecting the whole to tlic electric arc. While it 
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would not, of course, pay to introduce an electric current merely for the 
sake of occasional electric welding, yet where the dynamo is already 
installed for haulage, pumping, or lighting, an electric welding plant will 
be found a useful accessory. 

There are two systems of electric welding — the Benardos or Arc 
system and the Thomson system. In the Arc system the heat is gene- 
rated by making the article to be operated upon one pole of an electric 
circuit, while a carbon pencil attached to a portable insulated holder 
constitutes the other pole, and an electric arc is formed which produces 
the heat necessary for the weld. 

In the Thomson system currents of electricity are passed through the 
abutting ends of the pieces of metal which are to be welded, and so heat 
is generated at the point of contact, while, at the same time, pressure is 
applied to force the two parts together. 

The Benardos System. — The plant consists usually of low-tension 
continuous-current dynamos, which during light load are employed in 
charging accumulators. The dynamos supply the current direct to the 
welding machines, and when extra current is required a demand is made 
on the accumulators. A flexible cable goes from the dynamo to a carbon 
pencil held in an insulated holder, which is in turn held by the workman, 
while the other terminal is connected to the table on which the work lies 
or to the work itself Each welder has a regulating resistance, so that the 
current and pressure can be varied to suit the work. 

The voltage used in the Benardos system is about 85. It is necessary 
that the eyes and face of the workman should be covered to protect them 
from the glare of the arc. 

The Benardos system is employed at the works of Messrs. Lloyd tS: 
Lloyd, Birmingham, and that firm have made many tests which prove the 
capabilities of the process. Two hundred and ten bars of iron and steel 
of varying thickness were electrically heated and welded by ordinary 
workmen (not trained smiths), and, together with fifty bars welded by good 
engine-smiths, were submitted to tensile tests. The average strength of 
the 150 electrically-welded iron bars equalled 85*5 per cent, of the solid, 
and of the sixty electrically-welded steel bars 8o*8 per cent., which was a 
higher result than was obtained in the case of the hand-welded bars. 

A modification of the Benardos system is called the Deflected Arc 
system. The dynamo mains are connected direct to two terminals similar 
to an ordinary arc lamp ; but on one side of the arc an electro-magnet is 
arranged, through which a portion of the electric current is sent. This 
magnet draws out the flame of the arc. It will be seen that in this system 
the article to be welded is not connected in any way to the dynamo, and 
the arc can be moved nearer to, or further from, the article, and the 
temperature varied in this way. 
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The Thomson System. — This system is used by the Electric 
Welding Company. The plant consists of a generator producing low- 
pressure alternating currents, a rheostat and reactive coil for controlling 
the current in the welder, a transformer provided with clamps to grip the 
pieces to be welded, and mechanical (sometimes hydraulic) arrangements 
by which the abutting ends of these pieces are forced together. 

The transformer converts the current —which is delivered to it at a 
voltage of about 200 — down to about i volt, with the result that a current 
of very great strength passes through the metals to be united, and raises 
their temperature to that requisite for welding. 

Electric Winding. — Electricity has not come largely into use for 
winding, owing to the reasons given on page 136. There are some small 
plants in operation in this country, and on the Continent large plants have 
been built. Fig. 167 illustrates an electric winding gear which has been 
made by Messrs. Ernest Scott & Mountain for the Heckmondwike 
Collieries for winding from a staple pit about 100 yards deep. The gear is 
driven by a four-pole open-type motor, capable of working up to 50 effective 
horse-power at a speed of about 600 revolutions per minute. At the end 
of the motor-shaft an automatic electric brake is fitted, which sustains the 
load immediately the current is switched off. The coils of the electro- 
magnet of this brake are in circuit with the armature of the motor, and 
immediately the current is switched on to the motor the armature is 
attracted by the electro-magnet and releases the brake-wheel. 

The motor drives through a train of gearing (the first-motion pinion 
being forged steel, machine cut) into a machine-cut cast-iron spur wheel, 
which is supported by a counter-shaft on which a pinion is carried, gearing 
into a spur wheel on the drum shaft. The drum is 3 feet 6 inches diameter 
by 2 feet wide, lagged with elm, and has strong cast-iron sides, a brake-strap 
being fitted on one side, which is controlled by the attendant. An indicator 
is provided which shows the position of the cages in the shaft ; this is 
driven by machine-cut wheels from the shaft. 

The whole gearing is mounted upon a cast-iron bed-plate made in 
sections for getting down the pit and into position by the staple. The 
motor on the winding gear is controlled by a liquid reversing and regulat- 
ing switch. A Scott & Mountain 50 k.w. multipolar dynamo supplies 
current to the motor. 

The (ielsenkirchener Kergwerks-Aktiengesellschaft work all the 
machines at their new Zollern No. 2 pit electrically, and there was ex- 
hibited in the Dusseldorf Exhibition (1902) a winding engine, which was 
at the close of the Exhibition to be erected at the above pit. The Koepe 
system of driving pulley is used, the pulley being about 20 feet in diameter. 
There are two electric motors, one on each side of this pulley or drum, on 
the same shaft. Direct current is employed, the voltage being 500. Each 
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motor has a maximum power of 1,400 h.p. The motors are used in con- 
junction with a storage battery, which is gradually switched on. The load 
of coal to be lifted is 4,200 kilogrammes, equivalent to about 4 tons, from 
a depth at first of 280 metres, and ultimately from a depth of 500 metres 
(546 yards), with a maximum speed of 20 metres a second. There is 
a compressed-air starting and reversing engine, and a compressed-air 
brake. 
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CHAPTER XIV 

ELECTRICITY AS COMPARED WITH OTHER MODES OF 

TRANSMITTING POWER 

Steam — Rods — Wire Ropes — Compressed Air — Hydraulic— Gas and Oil. 

The sources of power at a mine may be various, and are generally as 
follows : — 

Steam boilers, gas generators, waterfalls, and windmills ; steam boilers 
being at the present time more than 99 per cent, of the whole quantity. 
It is quite reasonable to anticipate that in the future gas generators may to 
a considerable extent take the place of steam boilers. 

At most mines the steam boilers are all close together at the base of a 
tall chimney, but the engines which use the steam are scattered about over 
a considerable area and at different levels — some on high ground or on 
the top of pillars, others at the bottom of deep shafts, and other machines 
are situated in places where it is difficult or dangerous to convey steam. 

The best method of transmitting power from the boilers to the machines 
is a matter which has to be considered by every mine manager, and the 
various methods may be grouped under the following headings : — 

1. Steam in pipes. 

2. Rods worked by steam-engines. 

3. Ropes worked by steam-engines. 

4. Compressed air in pipes. 

5. High-pressure water in pipes. 

6. Gas and oil. 

7. Electricity in metallic conductors. 

No. I. Steam Transmission is at once the most obvious, the 
simplest, and the cheapest in first cost, and is free from danger except in 
the case of underground roads and engine-houses, where an escape of 
steam might be dangerous. It is, however, largely adopted underground, 
and accidents from its use are very rare. Steam has been conveyed a 
distance of one mile from the boiler. There is great waste of power, 
owing to the loss of heat by radiation and convection from the pipes. The 
greater the length the greater the loss. This loss may be much reduced by 
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covering the pipes with non-conducting material. It is difficult to measure 
the amount of loss. The amount of water formed in the steam-pipes which 
may be caught in a cistern and taken out and" measured does not represent 
the total loss, because a considerable amount of water passes through the 
steam-engine. The percentage of loss varies inversely as the amount of 
power transmitted — that is to say, the greater the amount of power trans- 
mitted the less will be the percentage of loss. The loss is constant for a 
given length, size, and temperature of pipe, but the power varies with the 
speed at which the steam passes through the pipe and the regularity of its 
passage ; thus, if the steam is passing through the pipe at full speed the 
whole twenty-four hours, the amount of condensation might be, say, 20 
per cent. ; but if the steam were only passing through at full speed for 
twelve hours, and the other twelve hours only little more than sufficient to 
warm the pipes, there would be as much steam lost as in the first case ; 
but, as there would only be half the power, the percentage of loss would 
be 40, and if the total amount of power transmitted only represented eight 
hours' full work out of the twenty-four, then the loss would be increased 
to 60 per cent. The above figures are all hypothetical. 

Loss from the steam-pipe increases directly with its length and cir- 
cumference, but the percentage of loss decreases as the diameter increases, 
if the diameter is properly proportioned for its work. That is to say, a 
4-inch pipe, having twice the diameter of a 2-inch pipe, exposes twice as 
much surface for cooling, but it will allow five times as much steam to 
pass with the same percentage of frictional resistance as the 2-inch pipe ; 
therefore, if the 2-inch pipe and the 4-inch pipe were each transmitting 
the full amount of power for which they were suited, the percentage of 
loss in the 4-inch pipe would only be two-fifths of that in the 2-inch 
pipe — />., if the loss in the 2-inch pipe was 50 per cent, the loss in the 
4-inch pipe would be only 20 per cent., the other circumstances being the 
same. When, however, a pipe is covered with non-conducting material, 
the surface exposed to the air does not vary in the same proportion as the 
internal diameter of the pipe, because the thickness of the non-conducting 
composition has to be taken into account ; and if the 2-inch and the 4-inch 
pipes were made of cast iron J inch and 4 inch thick respectively, and 
were each covered with i inch of non-conducting material, the external 
diameters of these pipes would be 5 inches and 7 .J inches respectively — />., 
the radiating surface of the 4-inch pipe, instead of being twice as great as 
the 2 -inch pipe, would be only 50 per cent, greater. The foregoing 
remarks show that steam transmission may be economical with a large 
power and wasteful with a small power. On the other hand, it must be 
borne in mind that a large steam-pipe in a mine might be dangerous if 
taken a long way into the workings, and that the immunity from serious 
accidents in the past is very likely due to the fact that it is seldom that a 
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large steam-pipe is taken far from the pit bottom. One objection to steam- 
pipes is that an exhaust-pipe is generally necessary for the return of the 
steam, except in those few cases where all the steam can be condensed, as 
is the case with pumping-engines where the height to which the water is 
raised is very low. 

No. 2. Transmission by Rods.— In this case a crank driven by 
a steam-engine gives a backward and forward movement to a connecting- 
rod carried on vibrating levers. Rods may be joined together end to end, 
carried on levers, and the power transmitted for great distances on land, or 
down a pit and along the underground roads. Corners may be turned by 
bell-crank levers. This arrangement is good for certain cases, but is seldom 
adopted nowadays on account of the ponderous nature of the connecting- 
rods when they are of considerable length, and the room occupied, and 
the awkwardness of using the reciprocating motion for any other purpose 
than that of pumping water. 

No. 3. Transmission by Wire Ropes is very largely used both 
for carrying power on the surface and transmitting it down the shaft of a 
mine and along the levels and inclines. Wire-rope transmission is of two 
kinds. The first is where the wire rope which is connected to the drum of 
the engine at the boilers is the same rope that does the work underground 
for which power is required. This is the case where underground or 
surface haulage is done by one rope. If the rope is used for endless- 
rope haulage, the speed is generally slow ; if for single-rope or tail-rope 
haulage, the speed is generally fast. The second method of using wire- 
rope transmission is where the rope is merely used like a strap or belt in a 
factory, for transmitting the power from the steam machine by the boilers 
to some other machinery in the pit. In this case the strap-rope is generally 
high-speed ; the higher the speed the lighter is the machinery and the 
smaller the rope necessary. Some engineers prefer a thick rope and slow- 
speed machinery. Next to steam transmission, the wire rope is the cheapest 
mode of transmitting power, as regards first cost. All that is necessary is 
the driving-wheel, or drum, on the generating engine, and the receiving- 
wheel, or drum, on the machinery in the mine, the various guide- and 
angle-pulleys on the way, and the rope itself. This method of transmitting 
power is therefore very largely used, and is particularly applicable where 
the number of turns in the direction of the rope is not great. In some 
cases on the surface the rope may be carried in the air without any guide- 
pulleys from the generating engine to the receiving machine. In such a 
case as this it is probably the most economical mode of transmitting power 
that is known. But these cases are rare. From the mine manager's point 
of view the objections to the rope transmission are the space required in 
the shaft for the ropes and the space required in the underground roads 
for the supporting pulleys and turn-wheels, and the complications of sub- 
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sidiary driving- and receiving-drums where the machinery to be worked is 
scattered in many directions and places. There is also the question of the 
safety of men in the shafts down which the strap-ropes are working, and 
the necessity for boxing up the ropes. Where, however, strap-ropes can 
be conveniently used, it is doubtful if any other means of transmitting 
power is more economical. It should, however, be noted that in many 
places they have been superseded by electricity. 

No. 4. Compressed Air is very largely used, and is the most obvious 
means of superseding steam transmission. The same arrangement of pipes 
will do in each case, but instead of the steam going direct from the boiler, 
it goes into an air-compressing engine, and compressed air is taken into the 
pipes which go into the mine. The advantages of compressed air are very 
great A mine is generally warm ; compressed air helps to cool it. An 
escape of compressed air, though it means a loss of power and of money, is 
otherwise beneficial in a mine. It is useful, not merely for power, but for 
ventilation in confined places. On the other hand, it is very costly. The 
air-compressing engines and the air-using engines or air-motors, cost a 
great deal more than the steam-engines which they would supersede. It 
may be taken that the air-motor is equal to the cost of a steam-engine 
which would have done the work, but on the surface we have the air- 
compressing engine, and this probably costs five times as much as the 
steam-engine would have cost to do the work direct had steam transmission 
been used. Also, owing to the loss of power in air-compression, there will 
be a great increase in the outlay for boilers ; but that increase is uncertain, 
because the loss by steam transmission might have been so great as to 
equal the loss by air-compression, or even to exceed it, so that, as com- 
pared with steam transmission, it does not follow that the boiler cost would 
be increased, but the boiler cost would be greatly increased as compared 
with rope transmission. In working cost the loss of power depends on 
many circumstances, some of which are under the control of the engineer. 
They are as follows : — 

1. Leaks in the pipes. This is entirely a (juestion of management. It 
is not necessary that there should be any leak, and, if existing, it may be 
easily discovered. 

2. Friction of the air transmitted in the pipes. This can be reduced 
to a very small percentage by having the pipes of sufficient diameter. The 
friction varies inversely as the fifth power of the diameter, so that a very 
small increase in the diameter is sufficient to make a very great reduction 
in the loss through friction. The fifth power of five is 3,125, and the fifth 
power of six is 7,776, so that if with a 5-inch pii)e the friction had required 
a pressure of 777 lbs. to overcome it, if a 6-inch pipe were substituted, a 
pressure of only 3*12 lbs. would be required. 

3. Heating of the air during compression- -the necessary abstraction 
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of this heat from the air, which heat is necessary for the free expansion 
of the air in the motor, and is not there when wanted. The loss due to 
the generation of heat may be reduced by efficient cooling of the cylinder 
and by stage compression, but this loss may be expected to amount to 
25 per cent, of the engine power. The useful effect of the power 
of the air-motor, as measured by a friction-brake, cannot be expected 
to be more than 40 per cent, of the I.H.P. of the air-compressing engine.* 
In some cases the useful effect is only 10 per cent., in many cases only 
20 per cent. ; 30 per cent, is considered a good return. 

If compressed air is used on the surface, or in some place in the mine 
where there is no danger from tire and smoke, then it may be re-heated 
before entering the air-motor. In that case, the power which was taken 
out of it on compression can be restored, and, indeed, more than restored ; 
this involves an expenditure of fuel; but the efficiency of such an air- 
engine is so great that the cost of the fuel used in re-heating becomes 
insignificant, and, where re-heating by means of a fire is admissible, 
compressed-air transmission is exceedingly efficient, and it is not probable 
that the efficiency can be exceeded by any other means. But it rarely 
happens that re-heating by fire is admissible. Compressed air is applicable 
to almost every species of machine used by miners. 

No. 5. Hydraulic Transmission of Power.— In this case the 
generating engine, instead of compressing air, pumps water, which is 
incompressible, along pipes. The water is pumped against a heavy 
* head ' maintained by aocumulators, and the pressure used generally varies 
from 500 lbs. to 1,200 lbs. on the square inch. It is largely used in docks 
for working hoists and capstans, and small motors for opening and closing 
dock gates. It is also used for driving motors in warehouses and else- 
where. It has many advantages and conveniences, but for mining purj)oses 
it is not generally -so convenient as compressed air. It is generally 
necessary to have a return pipe for the exhaust water, and, being non- 
elastic, it is often used at full pressure when one-half or one-quarter of the 
full pressure would be sufficient. In cases where a single generating engine 
on the to[) forces water through a pipe to drive a single pump at a distance 
in the mine, the power of the generating engine may be exactly that which 
is necessary for driving the pump at a distance without any waste power. 
In such a case as this the efficiency of a hydraulic transmission system 
would be greater than that of compressed air (except where re-heating is 
admissible), and probably at least equal to that of any other system of 
transmission. But the mine manager, as a rule, desires a system of trans- 
mission of power applicable to a great variety of motors working at various 
speeds and in places far distant one from the other. Hydraulic trans- 

' Minings by Lupton, p. 369. 
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mission is not generally suitable for very large powers, but is best employed 
for those cases where a small power constantly generated at the central 
station can be applied to exerting great efforts for very short periods. 

No. 6. Transmission of Power by Gas and Oil.— The last forty 
years have witnessed a great development of gas-engines. These engines 
are made suitable for using not only illuminating gas, but any other kind 
of inflammable gas. The cheapest kind of gas is that known as * producer ' 
gas. This gas, when once produced and purified, may be transmitted to any 
distance in pipes, and the gas-engine can be erected at the place where the 
work is required. The main objection, however, to the transmission of 
• producer ' gas to a great variety of places is the poisonous nature of this 
gas, which contains a large percentage of carbonic oxide gas, called by 
chemists carbon monoxide, and shown by the chemical symbol CO. For 
this reason, as well as for its explosive quality, no mine manager would 
think of taking the gas down the pit ; and if he wished to use a gas-engine 
at all, he would only use it at some engine-house so situated and ventilated 
that the danger of poisoning or of explosion was reduced to a minimum. 
A gas-engine might very properly be used at a central power-generating 
station, for generating power to be transmitted either by wire ropes, 
compressed air, hydraulic pressure, or electricity, and in this way probably 
it will be largely used in the future. 

If we talk of conveying power by means of gas, which is to be burnt 
in the cylinder of an engine at a great distance from the gas generator, it 
is reasonable to talk of conveying power by oil, not conveyed in pipes but 
in barrels to the place. The oil, on its way into the cylinder of the engine, 
is vaporised, and therefore for practical purposes becomes a gas in the 
cylinder of the engine. The oil-engine is very useful both in the pit and 
on the surface. It can, however, only be used in those situations where 
the exhaust will do no harm. Although the exhaust from an oil-engine is 
not poisonous, still it does not conduce to the health and strength of 
those who breathe it, and is unsuitable for discharge into an air course 
conveying air to working places. It should, therefore, only be used where 
the exhaust is discharged into the return. An objection to the oil-engine 
is the amount of fire required to start it, a large oil llame being required 
to heat the vaporiser until the engine has got fairly to work. This is 
enough to prevent it becoming very popular in most collieries, and in a 
great many other mines where fire is the most dreaded risk ; but the 
economy of oil-engines is such that for surface work it will be difficult to 
provide anything more cheap in working cost. Oil-engines, however, as 
well as gas-engines, arc rather troublesome to stait, and for that reason, 
when once started, are generally kept running through the day, and, as 
usually made, are not suitable for reversing, although the' reversing can be 
effected by means of suitable gearing. 
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No. 7- Electric Transmission, twenty years ago, was both novel 
and rare ; it is now well established and very common. It cannot be said 
to have superseded wire-rope transmission, but it has come into favour in 
comparison with transmission by steam and compressed air ; indeed, the 
real contest for superiority lies between compressed air and electricity. 
The advantages of electrical transmission may be stated as follows : — 

1. Electrical generators are revolving instead of reciprocating like most 
air-compressors,^ and there is generally much less wear and tear about a 
steadily revolving machine than about a reciprocating one; and con- 
sequently the engine driving it may go at a much greater speed than is 
practicable with a reciprocating air-compressor, which tends to reduction 
in the comparative size of the electric generating machinery. 

2. The electric conductor is more quickly and conveniently taken down 
pits and along roads and round numerous corners than compressed-air 
pipes, and occupies less space. 

3. The efficiency of transmission by electricity is greater than with 
compressed air (except where re-heating is permissible). The efficiency of 
an electric dynamo varies from about 80 to about 95 per cent, of the power 
put into it, and the efficiency of the motor is about the same. The loss in 
transmission through the cables is probably about equal to the loss that 
takes place in compressed-air transmission through pipes, and may be 
much or little according to the amount of money laid out upon the cables. 
Electricity has the power to adapt itself to the amount of work required, 
similar to the elasticity of compressed air. The cost of an electrical 
installation is probably rather more than that of compressed air, but very 
few mining engineers would to-day put down an air-compressing plant in 
preference to electricity, unless the particular situation of their mine made 
electricity peculiarly dangerous. 

The drawbacks to the use of electricity are gone into in Chapter XV. 

' Messrs. Parsons, of Heaton Works, Newcasile-on-Tyne, make a revolving air- 
compressor, Jx.*ing one of their turbines reversed. 
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CHAPTER XV 

DANGERS OF ELECTRICITY 

Danjjers of Electricity — Methods of Obviating the Dangers —Testing of Cables— 

Wheatstone Bridge — Ohmmeter, ^:c. 

Every new method or appliance involves new dangers. Perhaps these 
new dangers may be less than the old dangers, but they are none the less 
real. 

Fire. — At a mine, one of the most terrible dangers is that due to the 
burning of woodwork or coal. The reason of the great danger is because 
of the strong current of air passing through the mine, which supj)lies the 
oxygen necessary for rapid combustion, and also the fact that there may be 
no possibility of escape from the mine without passing through a burning 
fire on the one hand or a suffocating smoke on the other. This danger 
applies equally to underground mines of all kinds which contain inflam- 
mable material such as timber. It also applies with greater force to 
collieries, because here the fire, once started, may take hold of a great 
mass of coal. The danger is not limited to the underground works, but 
also exists on the surface works. At the top of the pit there are frequently 
a great many buildings and machines, and if in and about these there is 
inflammable material such as wood and coal, the smoke and flame from 
these, when once set on fire, may be drawn down the shaft with the ven- 
tilating current, and may cause a terrible disaster. F'or this reason the 
mining engineer, when deciding to use electricity, must spare no reasonable 
precaution to avoid danger from fire. 

Arrangement of Cables to Avoid Fire.— If well-insulated cables 
are used on the pit top, they may be carried from the generator safely past 
all the buildings and woodwork by being placed in the earth, care being 
taken to avoid the proximity of any wooden [)Osts, or any ground contain- 
ing coal, pit shale, or other inflammable material. If this is carefully done, 
the electric cable, however defective it may be or become, will not set fire 
to anything, for the simple reason that there is nothing near it which it can 
fire. 

Another method is to lay the conductor in pipes in the ground. These 
pipes may be of iron or earthenware, care being taken that the pipes do 
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not go too near to any timber, coal, or pit shale ; but even if the pipes do 
pass some coal or similar inflammable material, it is not likely that they 
will cause a fire, because the current in passing through the earth will be 
spread over too large an area to cause great heat in the earth. The pipes 
may be laid in a bed of sand, clay, gravel, or ashes. 

A third plan is to lay the cable in a brick culvert, which contains no 
timber crossbars or other inflammable material, the crossbars being made 
of iron, and the cables carried on porcelain insulators. Care must be 
taken to exclude coal-dust from this culvert, and therefore it must not have 
an open end near to the screens, so that a current of air from the coal 
screens would carry dust into the culvert. It is well known that coal-dust 
from screens is easily inflammable, and explosive when mixed with air. 
The culvert must also be ventilated, so that no accumulation of gas can 
occur. 

If the conductor is carried overhead, on poles or otherwise, it must be 
so carried that in case of defect in the insulation the current will not come 
in contact with any wood, coal-dust, coal, or inflammable shale. The con- 
ductor must also be carried in such a line that in case it should be broken, 
either by its own weight or the weight of snow, or by some weight acci- 
dentally or carelessly falling on it, it will not in falling come in contact with 
any wood or other inflammable material. There may be some difficulty 
in fulfilling this condition, but the difficulty must be overcome. 

Fireproof Generator-house. — The dangers from fire on the surface 
are not only in the conductors, but are to be found in the generators, 
terrible accidents having arisen from generators placed in engine-houses 
near to the pit top. For this reason the generators should always be placed 
in buildings which are entirely separate from all inflammable materials at 
or about the pit top, so that a fire originating at the generator or in the 
generator-house cannot possibly extend to the winding-engine, pit bank, 
&c., and cannot extend to heaps of pit timber, shavings, &c. Accidents 
from electric dynamos, as from other causes, nearly always arise in some 
manner that ordinary human intelligence does not foresee. In a new in- 
stallation there is no difficulty in having a complete fireproof separation 
between the generators and the rest of the plant at a mine. 

Fireproof, &c., Motor-rooms. — The precautions which are 
necessary for the generator must be observed as far as practicable with 
the motors ; but the danger from a motor is much less than from a 
generator, because if there is any defect in the insulation of the conductors 
it is likely to lead to the stoppage of the motor and the current, whereas, on 
the other hand, it would not stop the generator or the current generated. 
Hut still every reasonable precaution must be taken in fixing up motors at 
or about a pit top. They should be placed as far as possible on founda- 
tions of stone, brick, or concrete, and walled round with similar non- 
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inAammable material, and the roof carried on iron instead of wood ; it 
being always remembered that near the top of a coal-mine there may be 
under every roof an accumulation of coa.l-diist, which is easily fired, and in 
its turn will set fire to woodwork. Where brick, stone, or concrete cannot 
be used for the support of the motors and for surrounding them, they 
should be placed upon iron plates and surrounded with iron plates, so that 
in case of a shorl-circuil causing an electric arc, or other dangerous 
passage of electricity, there will be no inflammable material to catch fire. 
To place electric motors and conductors anywhere about wooden pit 
frames, screens, &zc., near a pit top, is to court terrible disaster. 

Fuses, &C — At a generating station there are fuses and automatic 
circuit-breiikers, the intended effect of which is to shut olTthe current in case of 
an excessive amount passing through any conductor owing to a short-circuit 
or any other cause, such as an overload otia motor ; but in ihecaseof a circuit 
where there are, say, half-a-dozen motors, either in parallel or series, there 
night be a short-circuit at one of these without the amount of current 
being necessarily so targe as to cause the circuit- breakers or fuses at the 
generator-house to act. There ought to Lie a circuit-breaker and also a fuse 
in an air-tight iron case at each branch, so that every provision may be 
made to avoid any evil consequences from a short-circuit at ihe motor or 
in the conductors, just as if it was certain that the generator would con- 
tinue lo send the maximum possible current. 

The many fires that have originated at mines through the use of 
electricity have arisen from the inexperience of mining engineers and mine 
managers, and also from the fact that the advocates of the use of electricity 
and the vendors of electrical machines have not sufficiently dwelt on the 
dangers against which provision must be made, and also from the fact that 
the mining engineer is frequently induced to adopt the use of electricity 
by representations as to the cheapness with which the conducting cables 
can be carried about the works, and the convenience with which electric 
motors may be placed on stages and in corners of buildings. But when it 
comes to carrying out the work, it appears that if it is executed with every 
precaution that prudence can suggest, it is much more costly than appeared 
from Ihe original estimates. 

The mining engineer must treat electrical generators, conductors, and 
motors as if they were fires, because they may liecome fires. Having once 
made up his mind so to deal with electric appliances, and having in conse- 
quence made the proper arrangements, it is probable that he will never 
have a fire, or any serious difficulty with his electrical plant. 

Conductors in Vertical Shafts. — The dangers arising from electric 
<:ables in a vertical .shaft, as a rule, are not so imminent as those on the pit 
top, because the shaft is usually damp, and frequently wet, and if it is walled 
with brick or stone there is nothing to burn. But in the case of a shaft 
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lined with timber, and which is not permanently wet, then the utmost pre 
cautions must be taken to avoid fire. Sometimes a bare copper cable is 
stretched from top to bottom of the shaft, and is not in contact with any 
material at all. In such a case as this, no accident can arise from the 
cable unless it should break, or be brought in contact with some con- 
ductor, such as one of the cages, or a metal trunk, swinging against it. 
In case both conductors should break, no electrical damage (except the 
spark on the breaking of the circuit) would happen in the shaft or 
below, because the circuit would be entirely cut off. In case one con- 
ductor should break and fall down, then the part at the pit bottom would 
be earthed, but if the end at the pit top remained well insulated the 
circuit would be broken and no current would flow ; but if there was a 
fault, then the current would flow through this fault, and the cable would 
very likely get hot. In brick-lined shafts a heavily insulated cable is 
often carried down in a species of wooden pipe. In case from any 
defect a short-circuit should happen, and if the shaft was perfectly dry, the 
wooden box might be fired. In an ordinary brick-lined shaft, it is not 
likely that any very serious results would follow, but if the shaft was lined 
with dry timber the consequences might be disastrous. In order to 
avoid this danger it would be better to have the cables covered with 
armour of galvanised- iron wire, instead of covering them with wooden 
boxes ; and in case, owing to the depth of the shaft or other circumstances, 
it is necessary to support the cable in the shaft, it can be fixed to porcelain 
insulators. If the shaft is wet, the wooden boxes will not be any source of 
danger If the shaft is dry, the galvanised-iron armouring will last for a 
great many years. 

Cables along the Passages of a Mine.— The dangers due to these 
cables are in the first instance those arising from the use of bare wire con- 
ductors, and would be due in that case to overheating through excess of 
current, causing coal-dust or other inflammable material in contact with the 
wires to take fire. The dangers due to bare wires, however, are so obvious 
that it it is seldom, if ever, they are used in a coal-mine, so we will 
consider the dangers due to the use of insulated cables. These are, 
firstly, due to excess of current causing heating of the cable. This, in the 
case of a main cable, can be met by the fuses or automatic circuit-breakers 
at the generator-house, which will cut off the current as soon as it becomes 
excessive. The next danger is that due to some defect in the cable 
causing an escape of current to the earth. In the case, however, of all 
ordinary arrangements, where the generator is not connected with the 
earth, a defect in one cable is not sufficient to cause a current to the earth. 
There must be a corresponding defect in the other cable, which also then 
connects with the earth, and the current goes from one cable through the 
earth into the other cable, thus causing a short-circuit. Suppose, for the 
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sake of argument, that the motor being supplied with electricity is one mile 
from the generator-house, and the defect in the cable is half a mile from 
the generator-house, then the current which can pass at the defective 
place has only a circuit of half the distance it was intended to have ; and 
not only that, but it avoids the resistance, &c., of the motor. Suppose the 
current at the generator had a voltage of 660, and the drop in the circuit 
was represented by 60 volts, then the voltage at the motor would be 600, 
and if there was a short-circuit the motor would be cut out, and the only 
resistance would be that of the cable of half the length, over which the 
drop would be 30 volts for the number of amperes in the ordinary current. 
But we have 660 volts at the generator, which is equal to forcing a current 
twenty-two times as great as the normal current through the short-circuit. 
This will quickly cause a conflagration at the place where the current 
passes from the cable to the earth, or across from one cable to the other in 
case the two cables are close together. We thus have a fire lighted in the 
mine which can only be stopped by the stoppage of the current by some' 
automatic apparatus at the generator, or by the man in charge noticing 
the increase on the amperemeter or some other sign. If before this 
happens the timber or coal has been fired, the salvation of the mine 
depends upon some man being at hand to extinguish the fire. In the case 
of main cables, the automatic cut-out should always act immediately. 
In the case of a branch cable, the automatic cut-out (at the generator- 
house) may act ; but that will depend on the relative size of the branch 
cable to the main cable, because the automatic cut-out on the generator 
can only act in consequence of the current exceeding the normal amount. 
But there might be an excessive current on a branch cable, whilst the 
total actual current was below the normal. It is therefore necessary that 
there should be an automatic cut-out on each cable of each branch, so 
that in case of an excessive current passing along any branch cable it 
should be immediately cut out. This automatic cut-out should be as 
much part of the necessary apparatus as the use of a safety-lamp is in a 
mine known to contain firedamp. 

The ordinary branch cable in a mine is insulated with vulcanised 
indiarubber, and protected by wrappings of tape and braid. In case there 
should be a short-circuit, this stuff is easily inflammable, and if it should 
be in contact with dry wood or coal, a fire might be produced instantly. 
Every experienced mining engineer is aware that it does not take long to 
produce a fire. Coal, timber, brattice-cloth, or coal-dust, has been often 
fired by an explosion of gas, therefore it is possible for a flame of very 
short duration to set fire to a mine. 

The liability to firing from a sudden flame in the cable would be 
reduced to a minimum if the cable was armoured with iron wire. The 
armouring should be well earthed every hundred yards or nearer, because 
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this would tend lo prevent the burning of the braiding, tapt, &:c, caused 
by a sudden and quickly stopped short-circuit. Mine managers do not 
always think it necessary to adopt armoured cable for tht sake of the 
additional safety, but there is no doubt that in a very warm and dr>- mine 
it is a mistake to run any unnecessary risk. It may, however, be borne 
in mind that where ihe mine is quite dry, and the positive and negative 
cables are some distance apart, and where neither of them is earthed, it is 
almost impossible for a short-circuit to take place between two well- 
protected taped and braided cables, unless there is some accident or 
mischief. A short-circuit can only take place by both the conductors 
being connected with the earth at the same time. The armouring of the 
cable, by bringing a metallic conductor close to the copper, facilitates the 
making of faults and short-circuits, and niake.'i detection and repair of 
faults less easy. On the other ha.nd, it reduces the chance of injury by 
mischief or by violent accident. 

Where the mine is wet, short-circuiting is much more likely lo take place, 
because the timber and ground, being wet, become comparatively good con- 
ductors, and water making its way into the cable forms a wet track from the 
copper conductor in the cable to the timber or ground, and the slightest 
fault in the insulation may be the forerunner of a short-circuit. Happily, 
these conditions are also those where a general conflagration is not likely 
to take place. The main cables, where there is a considerable current, are 
oflen insulated with paper which has been saturated with some waxy and 
oily compound. This paper, with its compound, is much more durable than 
indiarubber. The paper covering is drawn into a lead pipe to protect it 
from water, as contact with water will destroy the insulation. In order lo 
protect the lead, it is armoured, sometimes with a steel strip, like a tape, 
wrapped round, and sometimes with wires. Sometimes the wires are gal- 
vanised. This armouring will form an effectual protection against a great 
many accidents, and the galvanising saves the iron from rapid corrosion. 
When a steel strip is used, it is covered with yarn or tape and protecting 
composition, lo save it from corrosion by water or damp air, The heavy lead- 
covered cable is laid either along the ground, or in a trench in the ground ; 
and in the latter case it may be coi'ered with clay lo keep out water, 
and also lo provide a non-inflammable material in proximity to the cable. 
A cable laid in a trench is safe from injury even from the heaviest fall of 
roof, and no cable suspended from props can be regarded as safe from the 
effect of a fall of roof. The cable may be laid in an iron jiipc in order to 
protect it from falls of roof, or accidental or mischievous blows, or damage 
by coal waggons getting off the road, &c. 

Sparkins at Switches.— Another source of danger is the sparking 
at the switches which is liable to occur when using either alternating 
current or continuous current. This danger may be diminished by puttio 




SHORT-CIRCUITING 



261 



the switches into strong iron boxes, and working them through stuffing- 
boxes, the space inside the box being so small that no largt; amount of 
explosive gas could be inside, and the openings on the outside being so 
small that if there were any explosion of gas inside the flame would not 
bt able lo pass through the ojienings. Another plan is to work the 
switches in oil or water (see page 104). Each of these methods has its 
advocates. 

Short-circuiting with Coal-cutting: Machines. — Some of the 
precautions above named are not practicable in dealing with electric coal- 
cutting machines". But there is no reason why the switches in the gates 
should not be protected, either in air-tight boxes or by oil. The cables 
used in the face may be armoured or leather covered, and the connections 
on the machine may be such as to make short-circuiting almost impossible. 

Short-circuiting with a coal-cutting machine is most likely to be pro- 
duced by some mistake in connecting the cables to the machine. This 
might be made impossible if there are only two places on the machine to 
which the cables can be attached. There is of course always a danger of 
sparking with the motor, but there is also a danger with the cutting parts 
of the machine striking hard substances, so that the additional danger 
from an electric spark is not perhaps very serious. The real danger to be 
avoided is that of a short-circuit above referred to. 

No amount of care, and none of the precautions above named, will 
entirely eliminate the danger arising from the use of electricity in mines 
containing inSammable gas, or liable to blowers of fire-damp, All that is 
possible is to treat the fire, or possibility of fire, in the electric circuit in 
the same way as a fire in a lamp is treated in a safety-lamp when it is 



covered with wire gauze. The fire is tht 
The electric circuit is much more 
tncnt re'juires much greater foresight 
the electric circuit is only introduced 



:, but it is rendered harmless. 

iplicated, and for its safe manage- 

ledge. On the other hand, 

parts of the mine, and into those 
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parts which are considered quite free from inflammable gas, and is only 
used when the examination of the mine by the deputies with their safety- 
lamps has shown that it is free from gas. The safety-lamp, though much 
simpler, is dehberately introduced by the deputies into parts of the mine 
which are likely to contain gas, for the purpose of exploration and estima- 
tion of the percentage of carburetted hydrogen; hut no colliery manager in 
his senses will deliberately take an electric current into any part of a mine 
where he does not know as a fact that there is no gas, and that the 
possibility of gas occurring in that place is remote in the extreme. 1'he 
diiference between the danger from gas in contact w th an electric current 
and the danger from coal-dust, dry wood coal or shale, is that gas may be 
fired by a single spark of momentary durat on si ch as might occur at the 
e of a cable, or by the movement of m u protected switch, or from 
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a great variety of accidents, and before any automatic cut-out could stop 
the circuit ; and indeed the action of the automatic cut-out itself would be 
liable to cause a spark which might fire gas in the vicinit}' unless the 
instrument was put in a case so arranged as to preclude the possibility of 
firing gas outside ; whereas the danger from coal-dust and other inflammable 
materials arises only from more prolonged heat or fire. The coal-dust may 
be fired without any visible signs of heat in the electric circuit, but the 
heat must be continued for some time, and this should be prevented by a 
properly arranged system of cut-outs. 

Prevention of Accidents due to Short-circuiting:. — Two 

classes of injurious action result in short-circuiting. One may be called 
permanent, and the other accidental. In class No. i, the chief cause 
is the gradual deterioration of the insulation owing to inherent defects 
in the insulating material; which tends to decay, the decay being often 
facilitated by heating of the cable. With the deterioration of the insulating 
material there is an increased tendency for the current to pass through 
the material, and thus in course of months or years the cable that was 
perfectly good when laid down becomes quite useless and dangerous. The 
other permanent causes are those due to the attack of water or damp air, 
or corrosive gas. The effect of water is to corrode the iron armouring, 
and to dissolve or otherwise injure the coverings of fibrous nuterial, 
bitumen, lead, and paper, and in this attack the quality of the water is a 
matter of the utmost importance. The attack of damp air is similar. 
The attack of corrosive gases can seldom arise except from the smoke due 
to the combustion of coal or shale, and would happen in a furnace shaft, 
or in any other atmosphere charged with smoke. In an upcast shaft with 
a furnace at the bottom, the fumes of sulphur are likely to mix with 
water on the shaft side, and thus form a highly corrosive mixture. 

The accidental causes are storms on the surface, and many other 
matters of uncertainty which it is not necessary to detail ; in the shafts 
falls of coal- tubs, breakages of ropes, contact with cages, &c. ; and in the 
roadways of the mine damage by coal-waggons getting off the road, falls of 
roof, upheavals of the floor, blows from pickaxes, shovels, &c Many 
people advocate the use of concentric cables, on the ground that if a 
short-circuit occurs the fire is confined to the cable itself. Others 
advocate the use of separate cables, on the ground that short-circuiting is 
less likely to occur from a violent accident : thus, a heavy fall of roof 
breaking a concentric cable in two or cmshing it fiat would almost 
certainly cause a short-circuit at the point of fracture or crushing, but if 
there were two separate cables it would be necessary that each cable 
should be simultaneously so fractured as to be connected with the earth 
before a short-circuit could take place. If these two separate cables were 
in separate roadways it would be exceedingly improbable that simultaneous 
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fractures would occur from falls of roof; and even if the two separate 
cables were in the same roadway, but on opposite sides, it is probable 
that one of the cables would escape fracture. 

Detection of Faults.— It must, however, be borne in mind that it 
is quite likely, not to say probable, that in an electric mining circuit there 
is an undetected fault in one of the cables, because, as previously stated, 
there can be no short-circuit unless each cable is connected with the 
earth, so that a fault, however bad, in one cable will probably escape 
notice altogether until the other cable has some fault made in it. If, 
therefore, we wish to reduce the chances of accident to a minimum, care 
should be taken to maintain all the cables always in perfect condition, so 
that no short-circuit can possibly take place except by sudden injury to 
both the cables at once. If this care is taken, not only are the dangers 
reduced to a minimum, but the liability to stoppage of work through 
failure of the electric circuit is also reduced to a minimum, and the cost 
of maintenance and repairs of the cables is not increased in the slightest 
degree, because all faults have to be repaired at some time, and everybody 
will admit that it is much cheaper to repair them before harm has arisen 
than afterwards. For this reason there should be a fault or * ground' 
detector in each generator-room, so that the man in charge can at once 
detect any defect in insulation in any conductor in any part of the mine or 
premises connected with his generators. This defect of insulation being 
only in one conductor of the circuit, which is not earthed, will not cause 
any damage, and if it is repaired before any defect occurs in the other con- 
ductor, no harm will have happened. This detector might be placed in 
duplicate in the manager's office on the top, and also at some convenient 
place at the pit bottom, so that attention would be immediately called 
to any defect in any one of the cables, and the underground manager 
would then be able to telephone up to the engine-room for information 
as to the position of the fault in the cable, and would be able to give 
directions for the repair of that fault the next time that that cable was out 
of use. 

Position of Fault. — The mere knowledge that there is a fault 
somewhere in one part of a circuit would be of very little use to the 
manager of the mine or electrician in charge. He might be entirely unable 
to ascertain the place of the fault by simply looking at the external casing 
or feeling for damages, and particularly in the case of an armoured cable, 
in which it would be impossible to detect any defect in the insulation ; all 
that he might find would be some damage to the exterior. It is therefore 
necessary to ascertain the position of the fault by means of suitable 
electrical apparatus. 

Measuring Position of Fault. — The position of a fault in a cable 
is found by measuring the resistance of the cable from the generating 
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Station to the fault For this purpose the apparatus known as Wheatstone's 
bridge is used. This consists of : 

^i) A galvanometer, preferably a D'Arsonval mirror galvanometer, 
very sensitive and dead beat. This instrument has a moving coil which 
is suspended vertically by a fine wire, and has attached to it a small 
mirror, and when a current passes through the instrument the needle is 
deflected and the mirror with it. A small lamp is so placed that it throws 
a ray of light through a lens on to the mirror, which reflects the ray as a 
spot of light on to any convenient mark or scale, the motion of the spKDt 
of light following the motion of the needle. It is necessary to arrange a 
dark place for the use of this instrument. Instead of this, a 'detector* 
may be used, which is a sensitive portable galvanometer, in which the 
deflection is shown on a needle without a spot of light being necessary. 

(2) A battery consisting of a few galvanic cells, or an accumulator cell. 



Fig. 168. 
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(3) A wire of Cierman silver or other high-resistance metal, at least a 
yard long and preferably several yards long; the longer it is the more 
accurate will be the result, provided that it is of sufficiently uniform cross- 
section. This wire is stretched in several lengths along a scale which may 
conveniently be divided into millimetres. Fig. i68 shows a convenient 
form of this wire, or, in place of the clamps joining the ends of the several 
sections of wire, it may be passed round pulleys, and contact made by 
means of knife-edges attached to copper bars, short-circuiting that part of 
the wire which passes round the pulleys ; by this means a uniform stretch 
is given to all parts of the wire. This is known as the bridge wire. 

(4) A * slider,' so arranged as to make contact with the wire at any 
point, which point can be accurately read on the scale. If the wire and 
scale are mounted on a board this contact may be conveniently mounted 
on a wooden slider running in a groove on the board. 

A diagram showing the principle of the Wheatstone bridge is given in 
fig. 169. Current from the battery, a, passes to the point, b, and divides 
between the two paths, b c d and b e d, in a ratio depending on the resist- 
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^nces, a, d, c, and d. The galvanometer, g, is connected between the points 
•c and E, and when the resistances, a, ^, c, and dy are such that 

a : d : : c : d, 

then the points c and e must be at the same potential, and no current 
-can flow through g. Thus, if the ratio a : b and the value of c be known, 




Principle ok the VVheatstone Bridge. 

the resistance, d^ can be determined. For the purposes of this test ^ the two 
leads at the far end of the line are connected together, and the bridge 
•connected up as in fig. 1 70. 

KiG. 170. 

A 



B 




^ 



Testing by means of the Wheatstone Bridge. 

The two parts of the bridge wire on either side of the slider form the 
resistances, a and /^, and their ratio is that of the lengths of wire as read 

* The apparatus may be fixed at the generating station, or at the terminals of any 
oibles under test, wherever they may be. 
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on the scale.' One terminal of the galvanometer is connected to the slider, 
c, the other to earth — />., to some line of piping or to a plate buried in 
damp earth or a pond ; earth corresponds to the point, e, in fig. 169, having 
no appreciable resistance. The battery is connected to the ends of the 
bridge wire, and the ends of the cables to the points, b and d. The two 
parts of the cable (in one of which is included the end connection) on 
either side of the fault form the resistances, c and d. The point, f, where 
the fault is situated, is electrically equivalent to the point e in fig. 169. The 
slider, r, is moved about until on making contact there is no deflection of 
the galvanometer ; this shows that the relationship a\ b'=^c \ d has been 
established. The ratio, a : ^, is read off on the scale, and the position of the 
fault can now be calculated if the sectional area of all parts of the cable 
and the lengths are known. Take first the case in which the area is the 
same throughout. 

Let the resistance of a yard of cable be R ohms, and let the distance 
from the generator to the end of the cable be / yards, the total length of 
cable being 2 / yards ; c = resistance of cable from b to fault ; d = resist- 
ance of cable from d to fault. Then 

, = , and €•=-- X ^, 
do b 

also ^+^=R X 2/; 

.-. (^+ 1)^=2 /R, 


. 2/R 

'^ b 

The length of cable having resistance dv^ \ 



.*. length of cable to fault = 



R 

2 / 
I + I yards. 



If the circuit is made up of cables of various sizes, the lengths of the 
smaller sizes must all be reduced to the lengths of the main cable which 
would have the same resistance. Thus, if part of the circuit is composed 
of cable having half the area of the main cable, its length must be 
multiplied by two before being added to the length of the main cable to 
form the length, /. The figure obtained as the distance of the fault will 
not in this case be the true distance, but to obtain the true distance the 
length of large-size cable must be subtracted from it, and the remainder 
divided by two; this will give the length of the small cable from the 
junction to the fault. 

It is not sufficient to measure the resistance of one cable only to the 
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feult, as the fault may itself (if it is not a *de earth') have a resistance 
equal to a considerable length of cable. By this method, however, it is 
easily seen that the resistance of the fault is eliminated. 

It will be seen that it is necessary to have all branches, except the one 
in which the fault lies, disconnected at the time of the test, so as to form 
a single continuous circuit. It is easy to find in which branch the fault 
lies by connecting them up separately one by one to the mains, until the 
ground detector indicates a fault. For this purpose, as for many others, it 
would be convenient to have a telephone system all over the mine. 

The position of a fault having been located, it will be the business of 
the electrician to see that it is repaired at the earliest possible time. If 
this system of testing the cables and repairing them is carried out 
thoroughly, it will be hardly possible for a short-circuit to occur, except as 
the result of some serious accident to the mains, or mischief, and the 
repairs will be effected at the minimum possible cost. 

Another plan which is frequently adopted for keeping the insulation in 
order is to make insulation tests of the circuits at certain intervals — 
say, every week. For this purpose the ohm meter, an instrument for 
measuring very large resistances, is used ; it measures the resistance of the 
insulation, and if there is a serious fault in the circuit it will indicate an 
insulation resistance of zero. If the insulation is in perfect order it will 
register * infinity ' ; not that when there is a fault the resistance is always 
zero, but it may be only a few ohms, which will not be indicated on the 
ohmmeter, or that when the insulation is good its resistance is really 
infinite, but it may be millions of ohms, which the ohmmeter cannot dis- 
tinguish from infinity. One obvious disadvantage of this method over that 
explained above is that, one fault being formed subsequently to one week's 
test, another may occur before the next week and a short-circuit arise; 
whereas with the ground detector on the switchboard the first fault would 
immediately declare itself. The ohmmeter also forms a rough way of 
finding the position of a fault, as it can be taken round to different sections 
of cable and the ihsulation resistance of each determined ; this method, 
although inferior in efficiency and safety to that above described, is 
adopted in many cases. With some installations even this is not done, no 
systematic attempt being made to find the first fault, the secondary ones 
being repaired as they show themselves. The risks involved in this plan 
are obvious. 

The ohmmeter is also a useful instrument for testing the insulation of 
apparatus such as generators, motors, and switches. Its construction is 
shown in diagram form in fig. 171. g is a little magneto-generator turned 
by hand, which should give, when turned at a moderate speed, a voltage 
about the same as that of the supply at the station, because the so-called 
insulation resistance depends on the voltage (unlike a true resistance). These 
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machines are now made to give voltages up to i,ooo. The generator must 
be ordered for the voltage at which the installation is working. The 
generator sends current round two circuits which are connected in parallel; 
one circuit is formed by the two coils, c c, which control the position of a 
soft iron needle pivoted and attached to the pointer, p. The tendency of 
this current is to point the needle along the axis of the coils, c, and cause 
p to point to the part of the scale marked * Infinity.' 

The other circuit is formed by the coil c' (the axis of which is at right 
angles to that of the coils c), the cable under test, its insulation, and the 
earth. A current passing round this coil tends to deflect the needle along 
its own axis, and the position taken up by the pointer is determined by 



Fk;. 171. 




CabI 



Ohmmeter. 



the relative strength of the currents in c and c'. The current in c is 
directly proportional to the voltage generated by o, and the current in c' 
is proportional to this and to the conductivity of the insulation of the 
cable. Thus, the position taken up by the pointer depends solely on the 
insulation resistance of the cable, and is independent of the rate at which 
G is turned (which determines its voltage), an increase in voltage, and 
consequent increase in current, taking equal effect in each circuit, and 
therefore the needle is not affected by such increase. The eflfect of 
voltage on the insulation resistance pointed out above does not have any 
serious effect with the small range of voltage which would correspond to 
turning the handle a little too quickly or too slowly. 
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It is not always necessary that the insulation of the circuit should 
considered unsatisfactory if the ohmmeter does not register * infinity.' 
-A less value may be quite good enough. A good rule is that the insulation 
resistance in megohms should not be less than the figure obtained by 
dividing 10 megohms by the number of amperes at full load. Thus, in the 
case given in the table (page 146) for a 400- volt two-mile transmission, 
the current was 186^ amperes. The minimum insulation resistance of this 

circuit should therefore be ^— megohms = '0536 megohm = 53,600 

ohms. If cable of 600 megohms per mile be used, the insulation of the 

cable (four-mile circuit) itself will be - =150 megohms; but the fittings, 

4 

switches, motors, &c., may each have an insulation equal to a few megohms, 
which will soon pull down the total insulation of the circuit. 

Thus, if we have insulation of cable =150 megohms 

10 motors, of insulation = 3 „ each 

50 switches and fittings = 5 „ „ 

the total insulation resistance being R (and, as the conductivity is the 
reciprocal of the resistance = t> ), we have for conductivity : — 

'='+' + ' 

R 150 3/10 5/50 

150 3 I 

I + 500 + 1500 2001 

150 "" 150 



And R = '-5? = -075 megohm. 
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And this might easily be reduced further by a little bit of slightly defective 
insulation, or damp. 

In making a test of the insulation of a circuit, the terminal, t.^, is 
connected with the earth — a water-pipe forms a good earth connection — 
and great care must be taken to be sure that it is a good earth, as upon 
this depends the efficiency of the test. Care must be taken that all the 
connections of the circuit are made in such a way that the terminal, 
T,, of the ohmmeter is in electrical connection with every conductor of 
any description which forms a part of the circuit when it is at work. Thus, 
if it is desired to include the generators in the test (and this should be 
done if practicable), all connections must be made as if the entire plant 
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were in operation; the terminal, Tj, is then connected to any convenient 
point in the circuit — such as a switch terminal on the switchboard — and 
the test is made ; an open switch somewhere may cause only a part of 
the circuit to be included in the test, and the resulting insulation resistance 
will be higher than is actually the case for the entire installation. It is 
advisable before using an ohmmeter to test the voltage given by the 
generator on a voltmeter, so that the proper speed at which to turn the 
handle may be known. The ohmmeter may be taken to any part of the 
circuit and connected to any part of it, or to any separate generator or 
motor, or part of it For instance, it may be connected to the windings of 
the field magnets, or to the armature, and each may be tested separately, 
and each branch line may be tested separately by opening the switches 
connecting with the rest of the circuit. 
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Ackroyd & Best safety lamp, 232 
Ackton Hall Colliery, Hurd coal-cutter, 

183 

installation of- turbine dynamos, 89 
Advantage of low-tension current, 142 
Agglomerate-block Leclanche cell, 17 
Alternating-current, 31, 140, 155 

electro-motors, 54 

periodicity, 33 

transformers, 57 
Alternating multiphase motors, 64 
Alternators, 31 

E.C.C., 35 
Aluminium conductors, 115 
Ammeter, 109, no 
Ampere, 6 
Anode, 5 
Arc lamps, 209 

enclosed type, 209 

system, electric welding, 244 
Armature, 34 

core, 43 

drum-wound, 43 

ring-wound, 44 
Arrangement of cables to avoid fire, 255 

of engine-house, engines, dynamos, 
&c., 84 
Arresters, lightning, 107 
Asynchronous motors, 54 
Atkinson's safety cable, 1 34 
Atmospheric electricity, I 
Averaging distance to which power is 
taken, 151 
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Bar machine, modifications of, 183 
Bar magnet, 3 
Battery, 13, 19 

house, 29 
Beehive coke oven, 67 
Bell's Cleveland ironstone-mines, electric 

drills in, 234 
Bells, signal, 213 
Belt-driven pumps, 164 
Belt-driving, 73 

Belts, horse-power transmitted by, 73 
Benardos system of welding, 244 
Birkenhead Electricity Works, test of 

plant, 77 
Blasting, electric, advantages of, 217 

firing from lighting or power mains, 
221 

high-tension system, 218 

low-tension system, 218 
Board of Trade unit, 9 
Boiler plant, working costs of, 138 
Brake horse-power, 76 
British Association unit, 6 
British thermal unit, 69 
British Thomson- Houston hauling drum, 
170 

electric locomotive, 177 
Browett & Lindley engine, 48 
Brown, Edward, high-tension lighlin 

oil safety lamps, 233 
* Buckling' in secondary cells, 25 
Burning of inferior fuel, 67 
Byng- Hawkins dynamo, 48 
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/'^ABLE, arrangement of, to avoid fire, 
^ 255 

concentric, 117, iiS 

construction of, 117 

erection of, 124 

heating of, 447, 158 

in shaft, cost of putting, 128 

insulation of, T16 

loss in, 144 

method of carrying down shaft, 126, 
199 

reduction in cost by increasing size of, 

153 

rules for size, 119, 148 

safety, 134 

size of, 115 ,122 

suspender, 124 

tensile tests of copper, 128 
Cable-carrying in workings, 130, 258 
Callender*s system, 131 
Calorie, 9 
Carporous cell, 17 
Cathode, 5 
Cells, carporous, 17 

Centur>', 19 

Daniell's, 13 

double fluid, 10 

D.P., 22 

dry, II, 19 

galvanic, 12 

Headland, 24 

Leclanche, 15 

agglomerate -block, 17 

Plante, 21 

primary, 10 

secondary, 20 

efficiency of, 27 

single fluid, 10, ii 

voltaic, 12 
Central electrical plants, 135 
Centrifugal pumps, 167 
Centurj' cell, 19 



Chemical effect of electric current, 4 

Circuit, electric, 2 

Clarke & Steavenson*s coal-cutter, 
! 185 

I Qarke, Chapman & Co.*s concentric safety 
cable, 134 

i 

Cleveland Mines, electric drills in, 234 
Coal-cutter, Baird, 197 

Clarke & Steavenson's, 185 

Diamond, 187 

Goodman electric, 197 

Ileppell & Patterson, 185 

Ifurd, 181 

Jeffrey bar machine, 185 
chain machine, 192 
Longwall machine, 190 

I-ee, 183 

Morgan - Gardner electric pick ma- 
chine, 180 
Coal-cutters, chain machines, 192 

disc machines, 185 

electric pick machines, 180 

modifications of revolving bar machines, 

183 

number in use, 179 

revolving bar machines, 181 
Coal-cutting by electricity, 178 
Coal-cutting machines, short - circuiting 

with, 261 
Coal heading machine, Stanley's, 197 
Coke ovens, utilisation of waste heat, 67 

beehive, 67 
Collier)' consumption, 75 

installations, 73 
Combined plant at Derbyshire collier>', 206 
Commutator, 42 

Davis & Stokes, 63 
Compound dynamo, 47 

engines, 70 
Compressed air, transmission of power by, 

251 
Conductors, details of, 122 

in vertical shafts, 257 
Continuous current, 31 

high-tension, 155 
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Core, armature, 43 

Ctist of electric station, estimate, 137 

high-tension concentric cable, 143 

working 5 10 h. p. water-pDwer plant, 65 

working 1,000 h.p. steam plant, 65 
Costs, working, 157 
Coulomb, 9 
Current, alternating, 31, 140 

continuous, 31, 139 

Foucault, 43 

of electricity, 2 

properties of an electric, 3 

single -phase, 38 

three-phase, 40 

I wo phase, 38 

unit, 6 
Cut-outs, 108 

magnetic, 108 
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^ kc, 158 

of electricity, 255 
IJaniell's cell, 13 
D'Arsonval galvanometer, 264 
I^vis & Sons' low -tension lamp, 232 

signal ))ell, 214 
Davis & Stokes' commutator, 63 
Davis's junction box, 132 
Deacon's system of carrying cables, 130 
Decomposition of water, 5 
De Laval steam turbine, 90 

steam consumption of, 94 

weight and dimensions of, 94 
Derbyshire Colliery, electric plant, 206 

three-phase hauling plant, 208 
Description «if electrical current, 139 
Destructor, Meldrum's refuse, 68 
Details of conductors, dimensions, capa- 
city, weight, vVc, 122 
Detection of faults, 263 
Detonators, electric, 218 
Diamond coal-cutter, 187 



Di-electric, 116 

thickness of, 116 

Direct current, 31 
transformers, 57 

Disc coal-cutting machines, 185 

Distance to which power is taken, averag- 
ing* 151 

Distribution of current in shafts and work- 
ings, 126 

Distribution of electrical energ}', series 
system, 96 
three-phase system, 99 
three-wire parallel system, 97 
two-phase four-wire system, 98 
two-phase three-wire system, 98 
two-wire parallel system, 96 

Double fluid cell, 10, 15 

Double leather belting, h.p. transmitted 

hy, 74 
Double-pole liquid switch, 105 
D. P. secondary cell, 22 
Drill, Gardner electric, 242 

Grant's electric, 237 

Jeffrey electric, 240 

Mar\-in electric, 241 
Drop of voltage, 119 
Drum-wound armature, 43 
Dry cell, li, 19 
Dujardin's process, 23 
Dynamic electricity, 31 
Dynamo, 31 

compound, 47 

direct current, 42 

series, 46 

shunt, 46 
1 Dynamo-electric exploder, 224 
' Dynamometer, 76 
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"P ASTON & Co., Erith, sinking pump 
^ by, 167 
Economical generation of electric power> 

75 

T ■ 



274 



INDEX 



Kfticiency of electric plant, 75 
electro- motors, 54 
plant, mechanical, 75 
pumping plant, 165 
secondary cells, 27 
PUectric blasting, 217 

advantages of, 217 
cables, 113 
circuit, 2 

current, properties of, 3 
drills, 234 

Gardner's, 242 

Grant's, 237 

Jeffrey, 240 

percussive, 240 
haulage, 167 
locomotives, 174 
pick machines, 180 

Morgan-Gardner, 180 
plant, working costs of, 138 
power, ecimomy of, 135 

efficiency of generation, 75 
pumping plants, 160 
pumps, types of, 160 

direct-driven, 164 
safety lamps, 228 

Headland, 228 

Sussmann, 229 
shot firing in sinking pit, 224 

dynamo, description, 224 
signals, 215 
transmission, '254 
welding, 242 

lienardos or arc system, 244 

Thomson system, 245 
winding, 245 

wiring, fittings, switches, and lamps, 
211 
V. C.C. alternator, 35 
K.C.C. dry cell, 20 
Klectrical current, description of, 139' 
measuring instruments, 109 
units, 5 
Electricity, atmospheric, I 
current of, 2 



Electricity, dangers of, 255 

definition of, i 

dynamic, 31 

frictional, i 

meters, 112 

monophase, 38 

three-phase alternating, 40 

two-phase alternating, 38 
Electrodes, 5 
Electrolysis, 5 
Electrolytes. 5 
Electro-magnet, 4 
Electro-motive force, 8 
Electro-motors, 50 

direct current, 50 

enclosed ventilated, 54, 61 
Electro-negative, 12 
Electro-p<isitive, 12 
Enclosed switches, 105 
Enclose<l type arc lamp, 209 
Endless rope system of haulage, 174 
Energ}-, electrical, unit of, 9 
Engines, compound, 70 

gas, 72 

high- or slow -speed, 71 

single-cylinder, 70 

steam, 70 

vertical or horizontal, 72 
Erection of cables, 124 
Estimate of cost of electric station of 2,000 

h.p., 137 
Examii'.ation and repair of plant, facility 

for, 84 
Exciter, 36, 204 
Exploders, 219 

magneto-, 219 

racklKir, 220 

testing, 221 



PAKADAV referred to, 5 

Faradav's Law, 6 
Faults, detection of, 263 
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Faulis, measuring position of, 263 
* Faure' secondary cell, 21, 24 
Feeder panels, 204 
Field, ma^jnelic, 3, 34 

magnets, 34 

double magnetic circuit, 46 
single magnetic circuit, 46 
Fire-proof generator-house, 256 

motor-rooms, 2^6 
Firing from lighting or p<iwer mains, 221 
Fleming's rule, 30 
Force, electro-motive, 8 

lines of, 3 
Foucault currents, 43 
Fraser & Chalmers, F>ith, Riedler pumps 

of, 163 
Free magnetism, 4 
French thermal unit, 9 
Frictional electricity, i 
Fuel, burning of inferior, 67 
Full and light load, 77 
Fuses, i\:c., 257 
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/^ALVAMCcell, 12 

(ialvanometer, D'Arsonval, 264 
(larforth, \V. K., referred to, 187, 190 
Gas, transmissiijn of |)ower by, 253 
Gas-engines, 72 
(ias-tight motors, 63 
Gauge, standard wire, 115 
Gearing of pumps, 162 

spur, 164 

worm, 164 
Gelsenkirchener Bergwerks-Aktiengesell- 

schaft, electric winding at, 245 
Generator-house, fire-proof, 256 
(ienerator-panel, 204 
Generators, 31 

multipolar, 46 

starting and ^topping, 100 
Gillott ^: Copley coal-culler, 1S7 
Glow-lamps, 210 



Goodman chain breast machine, 197 
Grant's electric drill, 237 
Grecnside Mine, Patterdale, electrical 
plant, 66 
water-power at, 65 
Gresley, particulars of results of electric 
coal -cutting machines, 195 
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TJAULAGE, electric, 167 
calculations, 171 

endless rope system, 174 

main and tail rope system, 172 

single rope, 169 
Hauling drum, British Thomson -Houston 

electric, 170 
Hay's insulator, 130 
Headland electric safely lamp, 228 
Headland secondary cell, 24 
Heat of conductors, dangers from, 1 58 
Heating effect of electric current, 5 

of cable, 147, 158 
Heckmondwike collieries, electric winding 

at, 245 
Heppell and Patterson's coal-cutter, 185 
High'pressure steam, 68 
Jligh tension, economy of, 143 
High-tension concentric cable, cost of, 

143 
currents, 141, 155 

system, electric blasting, 218 

iloling by hand and machine, 181 

Horse-power, brake, 76 

indicated, 76 

lost in cable, 119, 145 

transmitted by l)elts, 73 

double leather l)ells, 74 

ropes, 73 

Houghton Main Colliery, destructor at, 

68 

Hurd coal-cutter, 181 

Hydraulic transmission of power, 252 

Hydrometer, 28 
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T NCANDESCENT lamps, 210 

Increasing the voltage, effect of, 149 
size of cable, reduction of cost by, 

153 
Indicated horse-power, 76 

Indicator, steam engine, 76 

Induced currents, 30 

Induction motors, 54 

Inductors, 35 

Inferior fuel, burning of, 67 

Installations, colliery, 73 

Instruments, electrical measuring, 109 

Insulation of cables, 116 

Insulators, 126 

IIay*s, 130 

HoUiday's, 127 

mushroom oil, 26 

oil, 127 

pit, 131 
single-shed, 126 



Laval, De, steam turbine, 90 

steam, consumption of, 94 

weight and dimensions, 94 
I..eclanch6 agglomerate block, 17 

cell, 15 
Lee coal-cutter, 183 
Legal ohm, 7 

Lidgett Colliery, coal-cutters at, 187 
Lighting of oil safety lamps by electricity, 

232 
Lighting or power mains, firing from, 221 
Lighting, Rowlands-Gill, 206 
Lightning arresters, 107 

Thoms<:)n- Houston, 107 
Liquid switches, double |X)le, 105 
Load, full and light, 77 
Locomotives, electric, 174 
Loss of power, 145 

of voltage, 144 
Low-tension current, advantage of, 142 

system, electric blasting, 21S 
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JEFFREY Ijar coalcutter, 185 
chain machine, 192 
electric drill, 240 
longwall machine, 191 
Joule, 9 

effect, 9 
Joule*s law, 9 
Junction Im»x, Davis', 132 
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A1*P, Gisbert, referred to, 42 
Kilowatt, 10 



L 



AMI'S, arc, 209 

electric safely, 228 
incandescent, 210 



lyrAGNKT, 3 

electro-, 4 
Magnetic cul-tmts, 108 
Magnetic field, 3, 34 
Magnetism, free, 4 
Magneto-exi)loders, 219 
Magnets, fieUl, 34 

Main and tail rope system of liaulage, 172 
Marvin electric drill, 241 
Maurice, William, on electric bhisiing, 219 
Maycock's electric wiring, fittings, switches, 

and lamps, 21 1 
Measuring-instruments, electrical, 109 
Mechanical efficiency of plant, 75 
Megohm, 10 

Meldrum's refuse destructor, 68 
Metals, specific resistance of, 113 
Meters, electricity. 112 
Method of carrying cable down shaft, 199 
Methods of supporting cable in shafts, 128 
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Microhm, 10 

Middleton Colliery, coal-cutters at, 190 

method of supporting cable, 129 
Milli-ampere, 10 
Monophase electric currents, 38 
Morgan -Gardner pick coal-cutter, 180 
Motor-rooms, fire-proof, 256 
Motor-starting rheostats, 103 
Motors, alternating multiphase, 64 
asynchronous, 54 
electro-, 50 

efficiency of, 54 
generator, 57 
starting and stopping, 102 
synchronous, 54 
Muirhead's cell, 14 
Multiphase electric currents, 38 
Multipolar generators, 46 
Mushroom oil insulators, 26 



N 



XTETTLEFOLDS, Limited, test of 
plant, 79 



NolKfls referred to, 224 
Xorlh Pole, 4 



/^BACH cell, 13 

Ohm, 7 
Ohm's Law, 8, 1 19 
Ohmmctcr, 267 
Oil engines, 73 

insulators, 26, 127 

transmission of power by, 253 
Ovens, coke, beehive type, 67 

distilling type, 67 
Overhead wires, 157 



PARALLEL, 45 

method, arrangement of wires for 
simultaneous blasting, 223 



• Park Colliery, Garswood, endless rope 
haulage, 174 
Parsons' steam turbine, 85 

dynamos, installation at Ackton Hall 

Colliery, 89 
size and weight, 89 
steam consumption, 88 
Particulars of results of electric coal-cutting 

machines, 195 
Percussive electric drills, 234, 240 
Periodicity, 33 
Permanent bar magnet, 3 
Plant, cost of working i,cxx)-h.p. steam, 65 

mechanical efficiency of, 75 
Plante cell, 21 
Plants, central electric, 135 
tests of, 77 
typical, 198 
Polarisation, 13 

Poly- phase, alternating current, 38 
haulage plants, 174, 208 
m<Mors, 54 
Posit i(m of fault, 263 

measuring, 263 
Potential, 7 

difference, 8 
Power, steam, 67 
unit of, 9 
water, 65 
Pressure, definition of unit of, 7 
Prevention of accidents due to short- 
circuiting, 262 
Priestman's Collieries, Limited, three-phase 
plant by Corlett Electrical Company, 204 
Primary cells, 10 
Protection of insulation, 1 16 
Protector Company, electrir lighting of oil 

safety lamp, 232 
Pumping-planl, ef^ciency of, 167 
size of pumps required, 165 
centrifugal pumps, 169 

Pumps, l)elt- and rope-driven, 165 
centrifugal, 169 
electric sinking, 167 
gearing of, 162 
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Pumps, piston speed of, 162 
size of, required, 165 



R 



O ACKBAR exploder, 220 

Rectifier, 42 
Reduction of cost by increasing size of 

cable, 153 
Refuse destructor, Meldrum's, 68 
Resistance, 2 

definition of unit of, 6 

of metals, 1 1 3 
Revolving bar coal-cutter, 181 
Rheostats, motor-starting, 103 
Riedler pump, 163 

express pump, 164 
Ring-wound armature, 44 
Rock drill, Gardner electric, 242 
Rods, transmission of power by, 250 
Rope-driven plant with high efficiency, 84 
Roj>es, horse-power transmitted by, 73 

transmission of power by, 250 
Rotary converters, 58 

electric drills, 234, 240 
Rotor, 56 
Rules for size of cable. 1 19, 148 

of pump, 165 
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O AFETV cables, 134 
Atkinson's, 134 
Clarke & Chapman's, 134 
Safety lamps, electric, 228 

lighting of oil, by electricity, 232 
test of, 229 
St. John's Collier)', method of supporting 

cables, 129 
Sandwell l*ark Collier)*, endless-ropc 

haulage, 174 
Scott & Mountain, tests of plants, 77 
interchangeability of pumps, 161 



Secondary cells, 20 ; D.P., 22 ; Headland, 

24 
Series, arrangement for simultaneous 
blasting, 223 

dynamo, 46 

system of electrical distribution, 96 
Shaft, cost of putting cable in, 128 
Shafts, conductors in vertical, 257 

suspension of cable in, 126 
Short-circuiting, 28 

prevention of accidents due to, 262 

with coal-cutting machines, 261 
Shunt dynamo, 46 

long, 47 

short, 47 
Signal bells, 213 

electric, 215 
Simultaneous blasting, arrangement of 

wires for, 222 
Single-cylinder engines, 70 
Single-fluid cell, 10, 15 
Single-phase alternating-current, 3S 

motors, 54 
Single-rope haulage, 169 
Single-shed insulator, 125 
Sinking pit, electric shot-firing in, 224 
Sinking pumps, electric, 167 
Size of pumps recjuired, 164 
Slip, 57 
Solenoid, 4 
South Durham Coal Company, lest «>^ 

plant, 81 
South pole, 4 

Spare plant in case of emergency, 84 
Sparking at switches, 260 
Specific resistance of metals, 113 
Speed of pump, 162 

of turbine wheels, 92 
Spur gearing, 163 
Stanley voltmeter, 1 10 
Stanley's coal-heading machine, 197 
Stanton Collier)*, Jeffrey chain machine at, 

194 
Starling and stopping generators, 100 
motors, 102 
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Static transformers, 60 

cost of, 143 
Stator, 56 
Steam consumption, De Laval turbine, 94 

Parsons steam turbine, 88 
Steam engine indicator, 76 

engines, 70 

high pressure, 68 

plant, cost of working 1,000 h.p., 

65 

power, 67 

transmission, 248 

turbine, advantages of, 94 
De Laval, 90 
Parsons, 85 
Storage cell, 21 
Strength of copper cables, 128 
Suspenders, cable, 124 
Sussman electric safety lamp, 229 
Switchl)oards, 103, 200 
Switches, 104 

double-pole liquid, 105 

enclosed, 105 

single-pole liquid, 105 

sparking at, 260 
S)Tichr(m()us motors, 54 



'T^KLEPIIONES, 212 

Tensile tests of copper cable, 128 

Testing exploders, 221 

Tests of plants, 77 

Birkenhead Electricity Works, 77 

Nettlefolds, Limited, 79 

South Durham Coal Company, 81 

Tests of >afety lamps, 229 

Therm, 9 

Thermal units, 8, 69 

Thompson, Silvanus P., referred to, 4, 6, 

42 
Thomson- Houston lightning arrester, 107 
Thomson system, electric welding, 245 
Three-phase electric motors, 40 



Three-phase plant, Corlett Electrical Com- 
pany, 203 
Three-throw pumps, 160 
Three-wire parallel system of electrical 

distribution, 97 
Three-wire system, 153 
Torque, 52 

Tramway cars, motors on, 139 
Transformer, cost of static, 143 
Transformers, 57 

alternating current, 58 

continuous current, 58 
Transmission of power by compressed air, 

25. 

by electricity, 254 

by gas and oil, 253 

by rods, 250 

by steam, 248 

by wire roi>es, 250 

hydraulic, 252 
Trembler pattern electric bells, 213 
Tumbler switch, 221 
Turbine, De I^ival steam, 90 
consumption, 94 

dynamos, installation at Ackton Hall, 

«9 

Parsons steam, 85 

consumption, 88 
wheels, speed of, 92 
Two- fluid cell, 15 
Two- phase electric currents, 38 
four- wire system, 98 
three- wire system, 98 
motors, 55 
Two- wire parallel system of electrical dis- 
tribution, 96 
Typical electric plants recently erected, 198 
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T T NIT current, 6 

of electrical energy, 9 
of power, 9 
of pressure, 7 
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Unit of quantity of electricity, 9 

thennal, 8 
Units, electrical, 5 
Utilisation of waste heat from coke ovens, 

67 



T7ERTICAL engines, 72 
^ Volt, 8 

Voltage, effect of increasing, 149 
for mines, 142 
loss of, 144 
Voltaic cell, 12 
Voltameter, 6 
Voltmeters, 109, no 



Watt, 9 
Wattmeter, 112 
Welding, electric, 242 
Winding, electric, 136, 245 
Wire gauge, sundard, 115 
Wires, arrangement of, for simultaneous 
blasting, 222 

overhead, 157 

parallel method, 223 

series method, 223 
Working costs of electric and steam plants, 

138. 157 
Workings, carrying cables in, 130 
Worm gearing, 163 



W 

"IJ^ASTE heat, utilisation of» 67 
Water-power, 65 

plant, cost of, 65 



YOUGHIOGHENV Coal Company, 
Pennsj-h-ania, Jeffrey machines at, 
195 
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